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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  12540 

SFUSD  -  Asbestos  Control  Program  S.O.T.A  Total  Samples  8 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/1  4/2000 

San  Francisco,  CA    94122  Date  Received  0 6/1  6/20  0  0 

Date  Analyzed  06/21/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

69401  A 

Micro 

12540-01 

8  1 

DRINKING  FOUNTAIN 
ROOM  003 

3 

Client 

69401 B 

Micro 

12540-02 

2  0 

1 

DRINKING  FOUNTAIN 
SOURCE  #1 
30 SECONDS 

Client 

69402A 

Micro 

1 2540-03 

2  2 

1 

DRINKING  FOUNTAIN 
ROOM  003 

Client 

69402B 

Micro 

1 2540-04 

1 

DRINKING  FOUNTAIN 
SOURCE  #2 
30  SECONDS 

6 

Client 

69403A 

Micro 

12540-05 

1 

DRINKING  FOUNTAIN 
C-90/ WEST  SIDE 

33 

• 

Analyst:   ill  

Micro  Analytical  Laboratories,  Inc.  is  accredited  forreadanalysis  irKdrinking/water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377"Sampte5i  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examinatk>n_©PWater  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 

5900  HOLJJS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  f510l  B5rvofl24 

2        47602  SFPL:ECONO  JRS 
219  12/21/01  63 


Technical  Supervisor: 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  2540 

SFUSD  -  Asbestos  Control  Program  S.O.T.A  Total  Samples  8 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/1 4/2000 

San  Francisco,  CA  94122  _  ,  D  . 

Date  Received  06/1  6/2000 
Date  Analyzed  06/21/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

69403B 

Micro 

12540-06 

1 

DRINKING  FOUNTAIN 
SOURCE *3 
30  SECONDS 

9 

Client 

69404A 

Micro 

12540-07 

1 

DRINKING  FOUNTAIN 
C-9 

EAST  SIDE 

2  1 

Client 

69404B 

Micro 

12540-08 

1 

DRINKING  FOUNTAIN 
SOURCE  #4 
30  SECONDS 

4 

Technical  Supervisor: 


Analyst: 


FR 


cro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalvsis  in  drinkiqg  wajer  by  the  California  Department  of  Health  Services,  Environmental 
oratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
'dance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
:ation,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
I  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B  [ 
1063  PROJECT:  Micro  Log  In    1  2541 

SFUSD  -  Asbestos  Control  Program  ROOF  TOP  Total  Samples  2 

1351  42nd  Avenue,  Room  102  Date  sampled  06/1  4/2000 

San  FranciSCO,  CA    94122  Date  Received  06/1  6/2000 

Date  Analyzed  06/20/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

33301  A 

Micro 

12541-01 

1  2 

1 

MULTIPLE  DRINKING  FOUNTAIN 

ROOF 

LEFT  SIDE 

Client 

33301 B 

Micro 

12541-02 

1 

MULTIPLE  DRINKING  FOUNTAIN 
ROOF 
LEFT  SIDE 
30  SECONDS 

2 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leach-analysis  in  dririkir 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103ASamples  areN 


Analyst: 


FR 


wateNw  the  California  Department  of  Health  Services.  Environmental 
lyzed  bySPIatform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  6rWaleX-and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


590O  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
ALICE  FONG  YU  E.S. 


Micro  Log  In     1  2  5  4  3 
Total  Samples  1  2 
Date  Sampled   06/1  4/20  00 
Date  Received  06/1  6/2000 
Date  Analyzed  06/2  0/20  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

64021-A 

Micro 

12543-01 

•4 

1 

DRINKING  FOUNTAIN 
EAST  SIDE.  3RD  FLOOR 
CORRIDOR  /  HALL 
FIRST  DRAW 

1  0 

Client 

64021-B 

— -. — _____ — — ___ — — 

Micro 

12543-02 

1 

DRINKING  FOUNTAIN 
EAST  SIDE.  3RD  FLOOR 
CORRIDOR  /  HALL 
2ND  DRAW 

6 

Client 

64022-A 

Micro 

12543-03 

1 

DRINKING  FOUNTAIN 
WEST  SIDE.  3RD  FLOOR 
CORRIDOR 
1ST  DRAW 

6 

Client 

64022-B 

Micro 

12543-04 

1 

DRINKING  FOUNTAIN 
WEST  SIDE.  3RD  FLOOR 
CORRIDOR 
2ND  DRAW 

1  4 

Client 

64023-A 

Micro 

1 2543-05 

1 

DRINKING  FOUNTAIN 
EAST  SIDE.  2ND  FLOOR 
CORRIDOR 
1ST  DRAW 

6 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdrjgad  analysis^drinking^Water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SampleVate-aRfrfyzed  by  Platlonm  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
ALICE  FONG  YU  E.S. 


Micro  Log  In    1  2  5  4  3 
Total  Samples  1  2 
Date  Sampled  06/14/2000 
Date  Received  06/16/2000 
Date  Analyzed  06/20/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

64023-B 

Micro 

12543-06 

1 

DRINKING  FOUNTAIN 
EAST  SIDE.  2ND  FLOOR 
CORRIDOR 
2ND  DRAW 

5 

Client 

64024-A 

Micro 

12543-07 

1 

DRINKING  FOUNTAIN 
WEST  SIDE,  2ND  FLOOR 
CORRIDOR 
1ST  DRAW 

2 

Client 

64024-B 

Micro 

12543-08 

1 

DRINKING  FOUNTAIN 
WEST  SIDE,  2ND  FLOOR 
CORRIDOR 
2ND  DRAW 

2 

Client 

64025-A 

Micro 

12543-09 

1  6 

1 

DRINKING  FOUNTAIN 
WEST  SIDE,  1ST  FLOOR 
CORRIDOR 
1ST  DRAW 

Client 

64025-B 

Micro 

12543-10 

1  2 

1 

DRINKING  FOUNTAIN 
WEST  SIDE,  1ST  FLOOR 
CORRIDOR 
2ND  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTy&ia  in 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ; 


Analyst: 


FR 


waterjby  the  California  Department  of  Health  Services,  Environmental 
by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HO] ITS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
ALICE  FONG  YU  E.S. 


Micro  Log  In    12  5  4  3 
Total  Samples  1  2 
Date  Sampled   06/14/20  0  0 
Date  Received  06/1  6/2000 
Date  Analyzed  06/2  0/20  0  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

64026-A 

Micro 

12543-11 

DRINKING  FOUNTAIN 
EAST  SIDE,  1ST  FLOOR 
CORRIDOR 
1ST  DRAW 

1  4 

1 

Client 

64026-B 

Micro 

12543-12 

DRINKING  FOUNTAIN 
EAST  SIDE,  1ST  FLOOR 
CORRIDOR 
2ND  DRAW 

3 

1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1ff 


Analyst: 


FR 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of 


water  by  the  California  Department  ol  Health  Services,  Environmental 
alyzeo,by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 

with  the 

Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


^Samples 
9  Examination  ol 

Association,  American  Water  Works  Association,  Water  Pollution  ControTTederation).  This  report  must  not  be  reproduced  except  in  lull 
approval  of  Micro  Analytical  Laboratories, 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
COMMODORE  SLOAT  E.S. 


Micro  Log  In    1  2  5  4  4 
Total  Samples  1  4 
Date  Sampled   06/1  4/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/1  6/20  0  0 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

29500-A 

1  4 

1 

Micro  12544-01 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

Client 

29500-B 

<  1 

1 

Micro    1 2544-02 

SINK  FAUCET 
KITCHEN 
2ND  DRAW 

Client 

29501-A 

8 

1 

Micro  12544-03 

SINK  drinking  fountain 
ROOM  A-2 
1ST  DRAW 

Client 

29501-B 

2 

1 

Micro  12544-04 

SINK  drinking  fountain 
ROOM  A-2 
2ND  DRAW 

Client 

29502-A 

1 

Micro  12544-05 

SINK  drinking  fountain 
ROOM  B-1 
1ST  DRAW 

9 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fone^danalysisjri  drinking  water  by  the  California  Department  o(  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampres^are_anatyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2   of  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    125  44 

SFUSD  -  Asbestos  Control  Program  COMMODORE  SLOAT  E.S.  Total  Samples  1  4 

1351  42nd  Avenue,  Room  102  Date  Sampled  oe/1  4/2000 

San  Francisco,  CA  94122  ,  D  . 

Date  Received  06/1  6/2000 
Date  Analyzed  06/1  6/2000 


Detection 


Lead  Concentration                   Limit  Comments 
Client  Sample  ID  (ppb)  (ppb)  


Client 

29502-B 

4 

1 

Micro    1 2544-06 

SINK  drinking  fountain 
ROOM  B-1 
2ND  DRAW 

Client 

29503-A 

5 

1 

Micro    1 2544-07 

SINK  drinking  fountain 
POD  -C",  LOUNGE 
1ST  DRAW 

Client 

29503-B 

2 

1 

Micro  12544-08 

SINK  drinking  fountain 
POD  -C-,  LOUNGE 
2ND  DRAW 

Client 

29504-A 

3 

1 

Micro    1 2544-09 

SINK  drinking  fountain 
ROOM  C-3 
1ST  DRAW 

Client 

29504-B 

1 

Micro    1 2544-1 0 

SINK  drinking  fountain 
ROOM  C-3 
2ND  DRAW 

2 

Technical  Supervisor: 


/  6/26/2000  Analyst: 


FR 


Farid  Ramezanzadeh  J 


.Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinkrig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037TSaiiipl«b"3re  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
COMMODORE  SLOAT  E.S. 


Micro  Log  In     1  2  5  4  4 
Total  Samples  1  4 
Date  Sampled   06/1  4/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/1  6/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

29505-A 

Micro 

12544-11 

2  3 

SINK  drinking  fountain 
ROOM  D-1 
1ST  DRAW 

1 

Client 

29505-B 

Micro 

12544-12 

SINK  drinking  fountain 
ROOM  D-1 
2ND  DRAW 

3 

1 

Client 

29506-A 

Micro 

12544-13 

SINK  drinking  fountain 

ROOMD-4 

1ST  DRAW 

3 

1 

Client 

29506-B 

Micro 

12544-14 

1 

SINK  drinking  fountain 
ROOM  D-4 
2ND  DRAW 

3 

Technical  Supervisor: 


/26/2000 


Farid  Ramezanzadeh, 


Analyst: 


FR 


3ate  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  eraajvsis  in  drinMg  wat^r  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SampieS'lireaiTalyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653  0824 


I 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1   of  1 


1063  PROJECT:  Micro  Log  In  12545 

SFUSD  -  Asbestos  Control  Program  LAFAYETTE    E.S.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/1  4/2000 

San  Francisco,  CA    94122  Date  Received  06/1  6/2000 

Date  Analyzed  06/1  9/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

06141-A 

1  1 

1 

Micro  12545-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
C-190- CORRIDOR 

Client 

06141-B 

<  1 

1 

Micro  12545-02 

DRINKING  FOUNTAIN 
1ST  FLOOR 
C-190 -CORRIDOR 

Client 

06142-A 

<  1 

1 

Micro   1 2545-03 

DRINKING  FOUNTAIN 

KITCHEN 

ROOM  026B 

Client 

06142-B 

1 

Micro   1 2545-04 

DRINKING  FOUNTAIN 

KITCHEN 

ROOM  026B 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanaJvsis  in  drirjtfrvj  watqr  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  anaty^emby  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
PEABODY   ES  /  CC 


Micro  Log  In     1  2  5  4  6 
Total  Samples  6 
Date  Sampled  06/1  4/2000 
Date  Received  06/1  6/2  0  00 
Date  Analyzed  06/20/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

31253-A 

Micro 

12546-01 

1 

SINK  FAUCET 
ROOM  3 

2 

Client 

31253-B 

Micro 

12546-02 

1 

SINK  FAUCET 
ROOM  3 

4 

Client 

12538-A 

Micro 

12546-03 

1 

SINK  FAUCET 
ROOM  9 

9 

Client 

12538-B 

Micro 

12546-04 

1 

SINK  FAUCET 
ROOM  9 

2 

Client 

14613-A 

Micro 

12546-05 

1 

SINK  FAUCET 
KITCHEN  1 
ROOM  2 

4  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foVjead  analysis  in  drinking 'Water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #TD3fr-Sarrrp|e^are  analysed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExamrnlrtT©fv-el--Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  12546 

SFUSD  -  Asbestos  Control  Program  PEABODY   ES  /  CC  Total  Samples  6 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/14/2000 

San  Francisco,  CA  94122  _  ,  _    .  . 

Date  Received  06/16/2000 
Date  Analyzed  06/20/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

14613-B 

Micro  12546-06 

SINK  FAUCET 
KITCHEN  1 
ROOM  2 

8 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artetysjs  in  djinkjftg  wafer  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed)by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examinatiort~of_We(er  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2547 

SFUSD  -  Asbestos  Control  Program  SUTRO    ES  /  CC  Total  Samples  1  0 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/14/2000 

San  FranciSCO,  CA    94122  Date  Received  06/1  6/2000 

Date  Analyzed  06/1  7/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


01 312-A 


Micro    1 2547-01 

DRINKING  FOUNTAIN 
ROOM  13 


Client 


01312-B 


Micro    1 2547-02 

DRINKING  FOUNTAIN 
ROOM  13 


Client 

01511-A 

1 

1 

Micro  12547-03 

DRINKING  FOUNTAIN 
ROOM  11 

Client 

01511-B 

<  1 

1 

Micro    1 2547-04 

DRINKING  FOUNTAIN 
ROOM  11 

Client 

06132-A 

<  1 

1 

Micro    1 2547-05 

DRINKING  FOUNTAIN 
ROOM  8 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead TarTaiysta-ifralrinkiprg  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2  of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos 
1351  42nd  Avenue, 
San  Francisco,  CA 


Control  Program 
Room  102 
94122 


PROJECT: 
SUTRO    ES  /  CC 


Micro  Log  In    1  2  5  4  7 
Total  Samples  1  0 
Date  Sampled  06/1  4/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/1  7/2000 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


06132-B 


Micro  12547-06 

DRINKING  FOUNTAIN 
ROOM  8 


Client 
Micro 

DRINKIf 
ROOM  2 

05731-A 

12547-07 
JG  FOUNTAIN 

<  1 

1 

Client 
Micro 

DRINKI 

room: 

05731 -B 

12547-08 
^JG  FOUNTAIN 

<  1 

1 

Client 
Micro 

CC  KIT 

03241-A 

12547-09 
CHEN 

6 

1 

Client 
Micro 

CC  KIT 

03241-B 

12547-10 
CHEN 

3 

1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


590O  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  12616 

SFUSD  -  Asbestos  Control  Program  MCATEER  HIGH  SCHOOL  Total  Samples  6 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/1  5/2000 

San  FranciSCO,  CA    94122  Date  Received  06/1  6/2000 

Date  Analyzed  06/21/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

55501  A 

Micro 

12616-01 

O  *T 

1 
1 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Client 

55501 B 

,  ,  ,  ,  . 

Micro 

12616-02 

34 

1 

DRINKING  FOUNTAIN 
SOURCE  41 

Client 

55502A 

Micro 

12616-03 

1 

DRINKING  FOUNTAIN 
GIRLS'  LOCKER  ROOM 

1  5 

Client 

55502B 

Micro 

12616-04 

1 

DRINKING  FOUNTAIN 
SOURCE  #5 

1  1 

Client 

55503A 

Micro 

12616-05 

1 

DRINKING  FOUNTAIN 
ACADEMIC  L3 
SOUTHWEST 

2 

Technical  Supervisor 


:  7< 


6/26/2000 


Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdr  lead  analyses  jh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificatfe>jtlQ37.  SarwAes  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examh>ajion_o}  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLJ.S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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2   of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
MCATEER  HIGH  SCHOOL 


Micro  Log  In     12  616 
Total  Samples  6 
Date  Sampled  06/15/2000 
Date  Received  06/16/2000 
Date  Analyzed  06/21/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

55503B 

Micro  12616-06 

DRINKING  FOUNTAIN 
3RD  FLOOR 
SOURCE  #14 

<  1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for)e^analy>fts  Wdjpkwg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos 
1351  42nd  Avenue, 
San  Francisco,  CA 


Control  Program        E  R 

Room  102 

94122 


PROJECT: 
TAYLOR  ELEMENTARY 
SCHOOL 


Micro  Log  In     12  617 
Total  Samples  6 
Date  Sampled   06/1  5/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/21/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

06151  A 

<  1 

1 

Micro  12617-01 

SINK  FAUCET 
TEACHERS'  KITCHEN 
ANNEX  BUILDING 

Client 

06152B 

2 

1 

Micro  12617-02 

SINK  FAUCET 
TEACHERS'  KITCHEN 
ANNEX  BUILDING 

Client 

06153A 

4 

1 

Micro  12617-03 

DRINKING  FOUNTAIN 
3RD  FLOOR 
ANNEX  BUILDING 
CORRIDOR 

Client 

06154B 

2 

1 

Micro  12617-04 

DRINKING  FOUNTAIN 
3RD  FLOOR 
ANNEX  BUILDING 
CORRIDOR 

Client 

06155A 

1 

Micro  12617-05 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MULTI  PURPOSE  ROOM 

7 

Analyst: 


FR 


Date  Reported 


Technical  Supervisor: 

Farid  Rame^anzadeh? 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^^nalysisir/djinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037?" Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examffiajion_oLWater  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos 
1351  42nd  Avenue, 
San  Francisco,  CA 


Control  Program        E  R 

Room  102 

94122 


PROJECT: 
TAYLOR  ELEMENTARY 
SCHOOL 


Micro  Log  In    12  617 
Total  Samples  6 
Date  Sampled  06/1  5/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/21/20  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

06156B 

Micro  12617-06 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MULTI  PURPOSE  ROOM 

1  1 

1 

Technical  Supervisor: 


6/26/2000  Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  d)inking  ^xater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificateNUIlSiJiampfeS  are  analysed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExaminafioTroTwater  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  2857 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  LUTHER  BURBANK  M.S.  DateSampied  06/20/2000 

San  FranciSCO,  CA    94122  Date  Received  06/22/2000 

Date  Analyzed  06/2  6/20  00 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


62001  A 


Micro  12857-01 

DRINKING  FOUNTAIN 
EAST  END 
CAFETERIA 


Client 


62002B 


Micro  12857-02 

DRINKING  FOUNTAIN 
EAST  END 
CAFETERIA 


1  2 


Client 

62003A 

Micro 

12857-03 

1 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  OUTSIDE 
GIRLS'  GYM 

1  0 

Client 

62004B 

Micro 

12857-04 

1 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  OUTSIDE 
GIRLS'  GYM 

2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drin\kig_w^ter  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLXIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2  901 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 

1351  42nd  Avenue,  Room  102  PRESIDIO  C.C.  Date  sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/26/2000 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

622001  A 

<  1 

1 

Micro  12901-01 

DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  ROOM  11 

Client 

622002B 

<  1 

1 

Micro    1 2901  -02 

DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  ROOM  11 
30  SECOND  flush 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea< 


Analyst: 


FR 


g  wat&c  by  the  California  Department  of  Health  Services,  Environmental 
alyzed)by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
ater  and  Wastewater,  18th  edition,  1992,  American  Public  Health 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  an 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
SAN  FRANCISCO 
COMMUNITY  CC 


Micro  Log  In    1  2  9  0  2 
Total  Samples  2 
Date  Sampled  06/22/2000 
Date  Received  06/23/2000 
Date  Analyzed  06/26/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

622003A 

Micro 

12902-01 

1 

SINK  FAUCet 
ROOM  0O2A 

4 

Client 

622004B 

Micro 

12902-02 

1 

SINK  FAUCet 

ROOM  002A 

30  SECOND  flush 

9 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drfrtkjng  wateYby  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  a'nCanalyzed'py  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  oTWaTer  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


r 


Page      1   of  9 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  2 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/28/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

62200-1  A 

Micro 

12903-1 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  202 

Client 

62200-1  B 

Micro 

12903-2 

1  4 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  202 

30  SECOND  flush 

Client 

62202-A 

Micro 

1 2903-3 

2  2 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  201 

Client 

62202-B 

Micro 

1 2903-4 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  201 

30  SECOND  flush 

9 

Client 

62203-A 

Micro 

12903-5 

1 

SINK  FAUCeT 
ROOM  206 

9 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leac^aflalysisJrxJirmWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  anatyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2  of  9 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/28/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

62203-B 

Micro  12903-6 

SINK  FAUCeT 

ROOM  206 

30  SECOND  (lush 

2  7 

1 

Client 

62204-A 

Micro 

12903-7 

1  8 

1 

DRINKING  FOUNTAIN 
ROOM  205 

Client 

62204-B 

Micro 

12903-8 

8 

1 

DRINKING  FOUNTAIN 

ROOM  205 

30  SECOND  flush 

Client 

62205-A 

Micro 

12903-9 

3  6 

1 

DRINKING  FOUNTAIN 
ROOM  203 

Client 

62205-B 

Micro 

12903-10 

1  3 

1 

DRINKING  FOUNTAIN 

ROOM  203 

30  SECOND  (lush 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      3  of  9 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  2 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  DateSampied  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/2  8/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

62206-A 

Micro  12903-11 

SINK  FAUCeT 
ROOM  222 

113 

4 

Client 

62206-B 

Micro 

12903-12 

1  7 

1 

SINK  FAUCeT 

ROOM  222 

30  SECOND  flush 

Client 

62207-A 

Micro  12903-13 
ROOM  220 

2  9 

1 

Client 

62207-B 

Micro  12903-14 

ROOM  220 

30  SECOND  flush 

1  3 

1 

Client 

62208-A 

Micro 

12903-15 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  105 

Technical  Supervisor: 


7/5/2000  Analyst: 


FR 


Farid  flamezanzadehT'M^six.     Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iea3~analysis"tn  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ELEMENTARY  SCHOOL 


Micro  Log  In     1  2  9  0  3 
Total  Samples  4  2 
Date  Sampled  06/2  2/20  0  0 
Date  Received  06/23/2000 
Date  Analyzed  06/2  8/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

62208-B 

Micro 

12903-16 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  105 

30  SECOND  flush 

Client 

62209-A 

Micro 

12903-17 

1  2 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  104 

Client 

62209-B 

Micro 

12903-18 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  104 

30  SECOND  flush 

5 

Client 

52201-A 

Micro 

12903-19 

2  2 

1 

SINK  FAUCeT 
ROOM  305 

Client 

52201-B 

Micro 

12903-20 

1 

SINK  FAUCeT 

ROOM  305 

30  SECOND  flush 

9 

Technical  Supervisor:     "^--/-^  -p, — -/^     7/5/2000       Analyst:   E?_ 

Farid  Rampanzadeh/rvTsi      \Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lecrd^nalysisJft"urWking  wajer  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLUS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/28/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

52202-A 

Micro 

12903-21 

1  1 
1  1 

1 

l 

SINK  DRINKING  FOUNTAIN 
ROOM  303 

Client 

52202-B 

— — ■ — .  

Micro 

12903-22 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  303 

30  SECOND  flush 

5 

Client 

52203-A 

Micro 

12903-23 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  302 

5 

Client 

52203-B 

Micro 

12903-24 

1  0 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  302 

30  SECOND  flush 

Client 

52204-A 

Micro 

12903-25 

SINK  DRINKING  FOUNTAIN 
ROOM  313 

3 

1 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&d-«aal^irln\ljTnkirig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are^analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    129  03 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  DateSampied  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/28/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

52204-B 

3 

1 

Micro    1 2903-26 

SINK  DRINKING  FOUNTAIN 

ROOM  313 

30  SECOND  flush 

Client 

52205-A 

1  4 

1 

Micro  12903-27 

SINK  DRINKING  FOUNTAIN 
ROOM  316 

Client 

52205-B 

1  5 

1 

Micro    1 2903-28 

SINK  FAUCeT 

ROOM  316 

30  SECOND  flush 

Client 

52206-A 

4 

1 

Micro  12903-29 

SINK  DRINKING  FOUNTAIN 
ROOM  314 

Client 

52206-B 

1 

Micro  12903-30 

SINK  DRINKING  FOUNTAIN 

ROOM  314 

30  SECOND  flush 

3 

Technical  Supervisor:  

Farid  Ramezao^adehT^S^  I 
Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinkli 


Analyst: 


FR 


w^ter  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ELEMENTARY  SCHOOL 


Micro  Log  In     1  2  9  0  3 
Total  Samples  4  2 
Date  Sampled  06/22/2000 
Date  Received  06/23/2000 
Date  Analyzed  06/28/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

52207-A 

Micro 

12903-31 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  315 

3 

Client 

52207-B 

Micro 

12903-32 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  315 

30  SECOND  flush 

3 

Client 

52208-A 

Micro 

12903-33 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  405 

5 

Client 

52208-B 

Micro 

12903-34 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  405 

30  SECOND  flush 

2 

Client 

52209-A 

Micro 

12903-35 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  403 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/28/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


52209-B 


Micro  12903-36 

SINK  DRINKING  FOUNTAIN 

ROOM  403 

30  SECOND  flush 


Client 


42201-A 


Micro    1 2903-37 

SINK  DRINKING  FOUNTAIN 
ROOM  408 


2  9 


Client 

42201-B 

Micro 

12903-38 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  408 

30  SECOND  flush 

3 

Client 

42202-A 

Micro 

12903-39 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  409 

Client 

42202-B 

Micro 

12903-40 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  409 

30  SECOND  flush 

4 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinKtrig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     1  2903 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1351  42nd  Avenue,  Room  102  GARFIELD  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 


Date  Analyzed  06/28/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

42203-A 

Micro 

12903-41 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  411 

5 

Client 

42203-B 

Micro 

12903-42 

1 

SINK  DRINKING  FOUNTAIN 

ROOM  411 

30  SECOND  flush 

4 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana1y«isJrjLd»ri^uQg  vtfater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1351  42nd  Avenue,  Room  102  BESSIE 

San  Francisco,  CA  94122 


PROJECT:  Micro  Log  In    1  2904 

S.F.U.S.D.  Total  Samples  2 

CARMICHAEL    E.S.  Date  Sampled  06/22/2000 

Date  Received  06/23/2000 
Date  Analyzed  06/26/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

44901  A 

1 

1 

Micro  12904-01 

DRINKING  FOUNTAIN 
CORRIDOR  C-92 

OFFICE  OUTSIDE  of  ROOM  12  OR  003 

Client 

44901 B 

1 

1 

Micro    1 2904-02 

DRINKING  FOUNTAIN 
CORRIDOR  C-92 

OFFICE  OUTSIDE  of  ROOM  12  OR  003 
30  second  flush 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leachaQalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037?~Slir?peT^rearraly3»d  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


590O  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  t 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12905 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  EDISON  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/26/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

51 701  A 

Micro 

12905-01 

1 

DRINKING  FOUNTAIN 
BASEMENT 
PATIO  #002 

5 

Client 

51701 B 

Micro 

12905-02 

<  1 

1 

DRINKING  FOUNTAIN 
BASEMENT 
PATIO  #002 
30  second  flush 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for 


Analyst: 


FR 


king  daier  by  the  California  Department  of  Health  Services,  Environmental 
analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
ter  and  Wastewater,  18th  edition,  1992,  American  Public  Health 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination^ 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59CO  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2906 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1351  42nd  Avenue,  Room  102  FAIRMONT  ELEMENTARY  SCHOOL  DateSampied  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/26/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

53701  A 

3 

1 

Micro  12906-01 

SINK  FAUCET 

BUILDING  C,  UPPER  LEVEL  RESTROOM 
SOURCE  #4 

Client 

53701 B 

<  1 

1 

Micro    1 2906-02 

SINK  FAUCET 

BUILDING  C,  UPPER  LEVEL  RESTROOM 
SOURCE  #4 
30  second  flush 

Client 

53702A 

1  1 

1 

Micro   1 2906-03 
SINK  FAUCET 

BUILDING  C,  UPPER  LEFT  SIDE 
SOURCE  #5 

Client 

53702B 

2 

1 

Micro   1 2906-04 
SINK  FAUCET 

BUILDING  C,  UPPER  LEFT  SIDE 
SOURCE  #5 
30  second  flush 

Client 

53703A 

1 

Micro  12906-05 

SINK  FAUCET 

BUILDING  D,  RIGHT  RESTROOM,  LEFT  SIDE 
SOURCE #14 

6 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaiialysis  trT^drinkind  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are~analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      2   of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2906 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1351  42nd  Avenue,  Room  102  FAIRMONT  ELEMENTARY  SCHOOL  Date  Sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/26/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


53703B 


Micro    1 2906-06 

SINK  FAUCET 

BUILDING  D,  RIGHT  RESTROOM,  LEFT  SIDE 
SOURCE  #14 
30  second  flush 


Client 


53704A 


Micro  12906-07 
SINK  FAUCET 

BUILDING  D,  RIGHT  RESTROOM 
SOURCE #15 


Client 

53704B 

Micro 

12906-08 

1 

SINK  FAUCET 

BUILDING  D,  RIGHT  RESTROOM 
SOURCE #15 
30  second  flush 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leaaafiaiysls  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1351  42nd  Avenue,  Room  102  JAMES 

San  Francisco,  CA  94122 


PROJECT:  Micro  Log  In    1  2908 

S.F.U.S.D.  Total  Samples  2 

LICK  MIDDLE  SCHOOL  Date  Sampled  06/22/2000 

Date  Received  06/23/2000 
Date  Analyzed  06/2  6/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

63401  A 

Micro 

12908-01 

1  5 

1 

DRINKING  FOUNTAIN 

ROOM  143,  GIRLS'  LOCKER  ROOM 

SOURCE  #10 

Client 

63401 B 

Micro 

12908-02 

1  5 

1 

DRINKING  FOUNTAIN 

ROOM  143,  GIRLS'  LOCKER  ROOM 

SOURCE #10 

30  second  flush 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnhkingJwater  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLJJS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12909 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  MISSION  HIGH  SCHOOL  Date  sampled  06/22/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/2  6/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

72501  A 

Micro 

12909-01 

2  2 

DRINKING  FOUNTAIN 

BASEMENT,  GIRLS'  LOCKER  ROOM  01E 

SOURCE  #1 

1 

Client 

72501 B 

Micro 

12909-02 

1  2 

1 

DRINKING  FOUNTAIN 

BASEMENT,  GIRLS'  LOCKER  ROOM  01 E 

SOURCE  #1 

30  second  flush 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea"bvfiQalysis  in\)r>Blyng3'ater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1351  42nd  Avenue,  Room  102  CHINESE 

San  Francisco,  CA  94122 


PROJECT:  Micro  Log  In    1  292  6 

S.F.U.S.D.  Total  Samples  6 

EDUCATION  CENTER  Date  Sampled  06/23/2000 

Date  Received  06/24/2000 
Date  Analyzed  06/26/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 2222-A 

<  1 

1 

Micro  12926-01 

DRINKING  FOUNTAIN 
1ST  FLOOR,  SOURCE  3 
TYPE  R 

Client 

1 2222-B 

<  1 

1 

Micro  12926-02 

DRINKING  FOUNTAIN 
1ST  FLOOR,  SOURCE  3 
TYPER 

Client 

32876-A 

<  1 

1 

Micro    1 2926-03 

DRINKING  FOUNTAIN 
2ND  FLOOR,  SOURCE  4 
TYPE  R 

Client 

32876-B 

<  1 

1 

Micro  12926-04 

DRINKING  FOUNTAIN 
2ND  FLOOR,  SOURCE  4 
TYPE  R 

Client 

86151-A 

1 

Micro  12926-05 

DRINKING  FOUNTAIN 
2ND  FLOOR 
TYPER 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts"  in  dnnking_»iater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2  of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12926 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1351  42nd  Avenue,  Room  102  CHINESE  EDUCATION  CENTER  Date  Sampled  06/23/2000 

San  Francisco,  CA    94122  Date  Received  06/24/2000 

Date  Analyzed  06/26/2000 


Detection 


Client  Sampie  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

86151-B 

Micro    1 2926-06 

DRINKING  FOUNTAIN 
SOURCE  10 
TYPE  R 

<  1 

1 

Technical  Supervisor: 


Farid  Rar^ezanzadeh/^.S.  V^N^ate  Reported 


5/2000 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinking-waler  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2  927 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  REDDING  E  /  CC  Date  Sampled  06/23/2000 

San  FranciSCO,  CA    94122  Date  Received  06/24/2000 

Date  Analyzed  06/26/2000 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

13452-A 

<  1 

1 

Micro  12927-01 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALLWAY 

Client 

13452-B 

<  1 

1 

Micro  12927-02 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALLWAY 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  I&a4-anal^is-in\drinki\g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples'^rre'analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOULIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
CHIN  ELEMENTARY  SCHOOL 


Micro  Log  In    1  2  9  2  8 
Total  Samples  4 
Date  Sampled  06/23/2000 
Date  Received  06/24/2000 
Date  Analyzed  06/26/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

33121-A 

Micro 

12928-01 

1 

MULTIPLE  DRINKING  FOUNTAIN 
C90 

TYPE  R 

<  1 

Client 

33121-B 

Micro 

12928-02 

1 

MULTIPLE  DRINKING  FOUNTAIN 
C90 

TYPER 

<  1 

Client 

331 22-A 

Micro 

12928-03 

1 

DRINKING  FOUNTAIN 
C91 

TYPE  R 

<  1 

Client 

33122-B 

Micro 

12928-04 

1 

DRINKING  FOUNTAIN 
C91 

TYPER 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinkino>watef  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  12428 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  POTRERO  HILL  M.S.  Date  Sampled  06/1  3/2000 

San  FranciSCO,  CA    94122  Date  Received  06/22/2000 

Date  Analyzed  06/1  4/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

06131-A 

Micro 

12428-01 

DRINKING  FOUNTAIN 
ROOM  106 

62 

2 

Client 

061 31-B 

Micro 

12428-02 

I* 

DRINKING  FOUNTAIN 
ROOM  106 

2  9 

1 

Client 

06132-A 

Micro 

12428-03 

1 

DRINKING  FOUNTAIN 

ROOM  103  n,J 

4 

Client 

06132-B 

Micro 

12428-04 

1 

DRINKING  FOUNTAIN 
ROOM  103 

3 

Technical  Supervisor: . 

^6/22/2000      Analyst:   fr  

Farid  Rar^zanzadeTt>M<»^ — ^Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^acLajialysis  in  oni'rking  waterHjv  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r^a7fTp1ey^hxanalyzed  byVlatform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExaminationW-Waiei-atid  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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Page      1   of  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2436 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1351  42nd  Avenue,  Room  102  DANIEL  WEBSTER  Date  Sampled  oe/1 3/2000 

San  Francisco,  CA    94122  Date  Received  06/1  4/2000 

Date  Analyzed  06/22/2  000 


Detection 


1-L 


>2> 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

06130-A 

Micro 

12436-01 

1 

SINK  FAUCAT 
LOUNGE 

ADMIN.  BUILDING 
RE  -  SAMPLE 

4  3 

Client 

06130-B 

Micro 

12436-02 

1 

SINK  FAUCAT 
LOUNGE 

ADMIN.  BUILDING 
30  SEC,  RE  -  SAMPLE 

3 

Client 

06131-A 

Micro 

12436-03 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  1,  RE  -  SAMPLE 

9 

Client 

06131-B 

Micro 

12436-04 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  1, 30  SEC,  RE  -  SAMPLE 

2 

Client 

06132-A 

Micro 

12436-05 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  13,  RE  -  SAMPLE 

2  3 

6/22/2000  Analyst: 


FR 


Technical  Supervisor: 

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for'tead  analysis/i  drinking  water  by  the  California  Department  o(  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #irj377^3mp|gsjtfe  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2  of  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2436 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1351  42nd  Avenue,  Room  102  DANIEL  WEBSTER  DateSampied  06/13/2000 

San  FranciSCO,  CA    94122  Date  Received  06/14/2000 

Date  Analyzed  06/22/2  0  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

06132-B 

Micro 

12436-06 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  13, 30  SEC. 
RE  -  SAMPLE 

9 

Client 

06133-A 

Micro 

12436-07 

SINK  DRINKING  FOUNTAIN 

ROOM  12,  RE  -  SAMPLE  \1 

2  4 

1 

Client 

06133-B 

Micro 

12436-08 

SINK  DRINKING  FOUNTAIN 
ROOM  12, 30  SEC. 
RE  -  SAMPLE 

3 

1 

Client 

06134-A 

Micro 

12436-09 

IO 

SINK  DRINKING  FOUNTAIN 
ROOM  11,  RE -SAMPLE 

7 

1 

Client 

06134-B 

Micro 

12436-10 

lb 

SINK  DRINKING  FOUNTAIN 
ROOM  11, 30  SEC. 
RE  •  SAMPLE 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  le^d  analysis  irVorinkirV)  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #u)SZv^Sampley4rej^a|yzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the~Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-OS24 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER 


Micro  Log  In     1  2  4  3  6 
Total  Samples  1  6 
Date  Sampled  06/13/2000 
Date  Received  06/14/2000 
Date  Analyzed  06/22/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


06135-A 


Micro  12436-11 

SINK  DRINKING  FOUNTAIN 
ROOM  14,  RE -SAMPLE 


1  6 


Client 


06135-B 


Micro  12436-12 

SINK  DRINKING  FOUNTAIN 
ROOM  14, 30  SEC. 
RE  -  SAMPLE 


Client 


06136-A 


Micro  12436-13 

SINK  DRINKING  FOUNTAIN 
ROOM  16,  RE -SAMPLE 


Client 


06136-B 


Micro  12436-14 

SINK  DRINKING  FOUNTAIN 
ROOM  16, 30  SEC. 
RE  -  SAMPLE 


Client 


06137-A 


Micro  12436-15 

SINK  DRINKING  FOUNTAIN 
ROOM  15,  RE -SAMPLE 


3  8 


Technical  Supervisor: 

Farid 

Micro  Analytical  Laboratories,  Inc.  is  accredite 
Laboratory  Accreditation  Program  (ELAP),  Certific! 


6/22/2000  Analyst: 


FR 


Date  Reported 

water  by  the  California  Department  of  Health  Services,  Environmental 
alyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    12  436 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  16 

1351  42nd  Avenue,  Room  102  DANIEL  WEBSTER  Date  Sampled  06/1 3/2000 

San  Francisco,  CA    94122  Date  Received  0 6/1  4/2000 

Date  Analyzed  06/22/200  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

06137-B 

Micro  12436-16 

SINK  DRINKING  FOUNTAIN 
ROOM  15, 30  SEC. 
RE  -  SAMPLE 

5 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  Arinking)water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #r53^__Samplj^rearlaly2ed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examirmtion  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2438 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1351  42nd  Avenue,  Room  102  MIRALOMA  E.S.  Date  Sampled  06/13/2000 

San  FranciSCO,  CA    94122  Date  Received  06/1  4/2000 

Date  Analyzed  06/1  5/2000 


Detection 


ii>: 

Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

77201  A 

Micro 

12438-01 

1  0 

1 

7 

SINK  DRINKING  FOUNTAIN 

1ST  FLOOR  107  1 

Client 

77201B 

2. 

Micro 

12438-02 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  2 
30  SECOND 

1 

Client 

77202A 

Micro 

12438-03 

1 

H 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  103 

3 

Client 

77202B 

Micro 

12438-04 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  4 
30 SECOND 

2 

Client 

77203A 

Micro 

12438-05 

1  1 

1 

r 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  101 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dtojkijrfg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037/>Sametes>are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOIXIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2  of  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    12  438 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1351  42nd  Avenue,  Room  102  MIRALOMA  E.S.  Date  Sampled  0  6/ 13/2000 

San  FranciSCO,  CA    94122  Date  Received  06/14/2000 

Date  Analyzed  0  6/15/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


r 


Client 
Micro 

SINK  D 
SOURC 
30  SEC 

77203B 

12438-06 

RINKING  FOUNTIAN 

ENO.S 

DND 

4 

1 

Client 

77204A 

Micro 

12438-07 

SINK  DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
ROOM  001 

6 

1 

Client 

77204B 

Micro 

12438-08 

lo 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  10 
30  SECOND 

3 

1 

Client 

77205A 

Micro 

12438-09 

ll 

SINK  DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
ROOM  010 

4 

1 

Client 

77205B 

Micro 

12438-10 

1 

M 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  11 
30  SECOND 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadf analysis  in  krijking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103^  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the~~Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      3  of  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12438 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1351  42nd  Avenue,  Room  102  MIRALOMA  E.S.  Date  Sampled  oe/1 3/2000 

San  Francisco,  CA  94122  ^  .  0   

Date  Received  06/14/20  0  0 
Date  Analyzed  06/15/2000 


Detection 


Client  Sample  ID 

1  finH  Pnn^Dntratinn 
Led  U  OUnutMHIaUUII 

(PPb) 

I  imit 

LI  1 1 1 1  ft 

(PPb) 

Comments 

Client 

77206A 

Micro 

12438-11 

1 

. .  1 

SINK  DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
ROOM  016 

5 

Client 

77206B 

Micro 

12438-12 

H 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  14 
30  SECOND 

1 

1 

Client 

77207A 

Micro 

12438-13 

ir 

SINK  DRINKING  FOUNTAIN 

BASEMENT 

ROOM  018 

2 

1 

Client 

77207B 

Micro 

12438-14 

nr 

SINK  DRINKING  FOUNTAIN 
SOURCE  NO.  15 
30  SECOND 

<  1 

1 

Client 

77208A 

Micro 

12438-15 

n 

SINK  FAUCET 
BASEMENT 
KITCHEN  ROOM  023 

5 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ar\alysis  in  dwnking  \tater  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  satnptesare-erralyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLJJS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12438 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1351  42nd  Avenue,  Room  102  MIRALOMA  E.S.  Date  Sampled  06/1  3/2000 

San  FranciSCO,  CA    94122  Date  Received  06/14/2000 

Date  Analyzed  06/15/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

77208B 

Micro 

12438-16 

1 

17 

SINK  FAUCET 
SOURCE  NO.  17 
30  SECOND 

2 

Client 

77209A 

Micro 

12438-17 

w 

SINK  FAUCET 
BASEMENT 
KITCHEN  ROOM  023 

8 

1 

Client 

77209B 

Micro 

12438-18 

It 

SINK  FAUCET 
SOURCE  NO.  18 
30  SECOND 

1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 

water  by  the  California  Department  of  Health  Services.  Environmental 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f6r  lead  analysis' Ih  drinking 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sarrtolcfe  are  ana 
accordance  with  Method  3113B  (Standard  Methodsfor  the  ExaVnalic 

Association,  American  Water  Works  Association,  WaleY-PoUtrtion  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


zed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 


59CO  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
MISSION  ANNEX  / 
MARSHALL  ANNEX 


Micro  Log  In    1  2  5  3  6 
Total  Samples  4 
Date  Sampled  0  6/14/2  000 
Date  Received  06/1  5/2000 
Date  Analyzed  06/21/2000 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

601 17A 

Micro 

12536-01 

1 

z 

SINK  DRINKING  FOUNTAIN 
PORTABLE  (4) 

6 

Client 

60118B 

Micro 

12536-02 

1 

z. 

SINK  DRINKING  FOUNTAIN 
PORTABLE  (4) 
RE-SAMPLE 

9 

Client 

601 19A 

Micro 

12536-03 

1  2 

1 

\ 

SINK  DRINKING  FOUNTAIN 
PORTABLE  (6) 
RE-SAMPLE 

Client 

601 20B 

Micro 

12536-04 

1 

1 

SINK  DRINKING  FOUNTAIN 
PORTABLE  (6) 

BOTTLE  LABEL  READS  "60120-A" 

1  9 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aTialyats^f^drihKing  waterNby  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  ahal^zedjjy  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
G.W.  CARVER  E.S. 


Micro  Log  In    12  5  37 
Total  Samples  38 
Date  Sampled  06/13/2000 
Date  Received  06/15/2000 
Date  Analyzed  06/16/2000 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

61301  A 

1  3 

1 

Micro  12537-01 

DRINKING  FOUNTAIN 

CLASS  2105  BY  GIRLS'  RESTROOM 

Client 

61302XC> 

5 

1 

Micro  12537-02 

DRINKING  FOUNTAIN 

CLASS  2105  BY  GIRLS'  RESTROOM 

Client 

61303A 

1  7 

1 

Micro  12537-03 

SINK  DRINKING  FOUNTAIN 
CLASS  2102 

Client 

61304B 

8 

1 

Micro  12537-04 

SINK  DRINKING  FOUNTAIN 
CLASS  2102 

Client 

61305B 

1 

Micro  12537-05 

SINK  DRINKING  FOUNTAIN 
CLASS  2103 

8 

Technical  Supervisor: 


6/23/2000  Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  In  orinfcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r--SampjBS^are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examiha^on  of)  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  ControTFederation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      2   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
G.W.  CARVER  E.S. 


Micro  Log  In    1  2  5  3  7 
Total  Samples  38 
Date  Sampled  06/13/2000 
Date  Received  06/15/2000 
Date  Analyzed  06/1  6/2  00  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61306B 

Micro 

12537-06 

i 
i 

SINK  DRINKING  FOUNTAIN 
CLASS  2103 

D 

Client 

61307A 

Micro 

12537-07 

3  9 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  2104 

Client 

61308A 

Micro 

12537-08 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  2104 

9 

Client 

61309A 

Micro 

12537-09 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  252 

BY  BOYS'  RESTROOM 

1  1 

Client 

61310B 

Micro 

12537-10 

1 

SINK  DRINKING  FOUNTAIN 
CLASS 252 

3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leab-analysis  in\kjrink)ng  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377Sarrrples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      3   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    12  537 

SFUSD  -  Asbestos  Control  Program  G.W.  CARVER   E.S.  Total  Samples  38 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/13/2000 

San  FranciSCO,  CA    94122  Date  Received  06/15/2000 

Date  Analyzed  0  6/1  6/200  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61311  A 

Micro 

12537-11 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  252 

BY  BOYS'  RESTROOM 

24 

Client 

61312B 

Micro 

12537-12 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  252 

BY  BOYS'  RESTROOM 

6 

Client 

61313A 

Micro 

12537-13 

SINK  FAUCET 
TEACHER  LUNCH  ROOM 
SINK  ON  THE  LEFT 

3  9 

1 

Client 

61314B 

Micro 

12537-14 

SINK  FAUCET 
TEACHER  LUNCH  ROOM 
SINK  ON  THE  LEFT 

9 

1 

Client 

61315A 

Micro 

12537-15 

SINK  FAUCET 
TEACHER  LUNCH  ROOM 
SINK  ON  THE  RIGHT 

3 

1 

6/23/2000  Analyst: 


FR 


Technical  Superviso 

ten,  M.^Sv        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacf-aaaJyi^s  in  drinking  water  by  the  Calilomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      4   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
G.W.  CARVER  E.S. 


Micro  Log  In     12  5  37 
Total  Samples  3  8 
Date  Sampled  0  6/13/2  00  0 
Date  Received  06/15/2000 
Date  Analyzed  06/16/2  00  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61  316B 

Micro 

12537-16 

1 

SINK  FAUCET 
TEACHER  LUNCH  ROOM 
SINK  ON  THE  RIGHT 

2 

Client 

61317A 

Micro 

12537-17 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  287 

4  2 

Client 

61318B 

Micro 

12537-18 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  287 

1  5 

Client 

61319A 

Micro 

12537-19 

SINK  DRINKING  FOUNTAIN 
CLASS  288 

1  4 

1 

Client 

61320B 

Micro 

12537-20 

SINK  DRINKING  FOUNTAIN 
CLASS  288 

6 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  lor  lead  afratysis.  injdrinRrng'  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      5  of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    125  37 

SFUSD  -  Asbestos  Control  Program  G.W.  CARVER   E.S.  Total  Samples  38 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/1 3/2000 

San  Francisco,  CA  94122  ~  ,  D    .  ... 

'  Date  Received  06/15/2000 

Date  Analyzed  06/16/2000 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  DF 

class: 

61321A 

12537-21 

UNKING  FOUNTAIN 
!91 

1  3 

1 

Client 

M'cro 
SINK  df 

class: 

61322B 

12537-22 

UNKING  FOUNTAIN 
191 

1  6 

1 

Client 
Miao 

DRINKI 
LOWER 

61323B 

12537-23 

MG  FOUNTAIN 
LOBBY 

8 

1 

Client 
Micro 

DRINKI 
LOWEF 

61324B 

12537-24 

NG  FOUNTAIN 
LOBBY 

5 

1 

Client 
Micro 

DRINKI 
HALLW 
BY  GIR 

61325A 

12537-25 

NG  FOUNTAIN 
AY  IN  POD  100 
LS'  LOWER  RESTROOM 

1  3 

1 

6/23/2000  Analyst: 


FR 


Technical  Supervisor: 

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lear>aqalysis  in  chinking*  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SaTrtpfes  areanalyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      6   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    12  537 

SFUSD  -  Asbestos  Control  Program  G.W.  CARVER   E.S.  Total  Samples  38 

1351  42nd  Avenue,  Room  102  Date  Sampled  06/ 13/2000 

San  Francisco,  CA   94122  n  ,  D    .  M 

'  Date  Received  06/15/2000 

Date  Analyzed  06/1  6/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKir 
HALLW; 
BY  GIRL 

61326B 

12537-26 

1G  FOUNTAIN 
WIN  POD  100 
S1  LOWER  RESTROOM 

5 

1 

Client 
Micro 

SINK  DF 

CLASS 

LOWER 

61327A 

12537-27 

UNKING  FOUNTAIN 
1 06 

1  3 

1 

Client 

Micro 

SINK  D 
CLASS 
LOWEfl 

61328B 

12537-28 

RINKING  FOUNTAIN 
108 

5 

1 

Client 
Micro 

SINK  D 
CLASS 
LOWEF 

61 329A 

12537-29 

RINKING  FOUNTAIN 

109 

t 

1  6 

1 

Client 
Micro 

SINK  D 
CLASS 
LOWEF 

61330B 

12537-30 

RINKING  FOUNTAIN 

109 

1 

1  8 

1 

Technical  Supervisor: 


Farid  Ramezar^adeh,  MJS^^v   Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analy^IsTrrdf^ingJwater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
G.W.  CARVER  E.S. 


Micro  Log  In     1  2  5  37 
Total  Samples  3  8 
Date  Sampled  06/13/2000 
Date  Received  06/1  5/2000 
Date  Analyzed  06/1  6/2  00  0 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

61331  A 

1  2 

1 

Micro  12537-31 

SINK  DRINKING  FOUNTAIN 

CLASS  110 

LOWER 

Client 

61332B 

4 

1 

Micro  12537-32 

SINK  DRINKING  FOUNTAIN 

CLASS  110 

LOWER 

Client 

61333A 

1  7 

1 

Micro  12537-33 

DRINKING  FOUNTAIN 
MULT1  PURPPOSE 
LOWER 

Client 

61334B 

1  5 

1 

Micro  12537-34 

DRINKING  FOUNTAIN 
MULTI  PURPPOSE 
LOWER 

Client 

60111A 

1 

Micro  12537-35 

SINK  FAUCET 
TEACHERS'  LOUNGE 

1  0 

Technical  Supervisor:  ^v — 7r~v-7     X        6/23/2000  Analyst:  

Farid  Ram^anzadervM.^N.       Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoar>a4ysisjD^rjnkinb  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Controi  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  2537 

SFUSD  -  Asbestos  Control  Program  G.W.  CARVER   E.S.  Total  Samples  38 

1351  42nd  Avenue,  Room  102  Date  sampled  06/1  4/2000 

San  FranciSCO,  CA    94122  Date  Received  06/15/2000 

Date  Analyzed  0  6/1  6/2  00  0 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  FA 
TEACH! 

601 1 2B 

12537-36 
vUCET 

:RS'  LOUNGE 

1  7 

1 

Client 
Micro 

SINK  F/ 
KITCHE 
LOWER 

60113A 

12537-37 

UJCET 
N 

1  8 

1 

Client 
Micro 

SINK  Fi 
KITCHE 
LOWEF 

60114B 

12537-38 

UJCET 

■N 

1 

3  0 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaQ-aftalysjsji)  d>wj<ing\/ater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
JOSE  ORTEGA  E.S. 


Micro  Log  In    1  3  0  7  0 
Total  Samples  6 
Date  Sampled  06/27/2000 
Date  Received  06/29/2000 
Date  Analyzed  06/2  8/20  00 


Client  Sample  ID 


Lead  Concentration 
(Ppb) 


Detection 
Limit 
(PPb) 


Comments 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&d^analysis  injirinking\water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r~5a"rrTp"Tes  are-anafyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
JOSE  ORTEGA  E.S. 


Micro  Log  In    13  0  7  0 
Total  Samples  6 
Date  Sampled  06/27/2000 
Date  Received  06/29/2000 
Date  Analyzed  06/28/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


627003B 


Micro  1 3070-06 
■SINKI-AlKJkl  


HSLA33WOOM  BOB 
30  SgOOnUTLUSH 


5) 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfanalysisTn  drinfciqg  w^ter  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12538 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D  Total  Samples  8 

1351  42nd  Avenue,  Room  102  BURNETT  CC  Date  Sampled  06/14/2000 

San  FranciSCO,  CA    94122  Date  Received  06/15/2000 

Date  Analyzed  06/21/2000 


Detection 


*x  ID 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

60141  A 

Micro 

12538-01 

i 

SINK  DRINKING  FOUNTAIN 

CLASS  118  1 

Client 

60142B 

Micro 

12538-2 

3  0 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  118 

RE  -  SAMPLE  /  30  SECOND 

Client 

60143A 

Micro 

12538-03 

1  0 

SINK  DRINKING  FOUNTAIN 
CLASS  119 

1 

Client 

60144B 

Micro 

12538-04 

1 

•  SINK  DRINKING  FOUNTAIN 
CLASS  119 

RE - SAMPLE / 30  SECOND 

5 

Client 

60147A 

Micro 

12538-05 

23 

1 

SINK  DRINKING  FOUNTAIN 
CLASS  222 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacr^oajy^isjrWdrinkin^  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples^ate_aWalyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA.  94608  -  (510)  653-0824 


Page      2   of  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12538 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D  Total  Samples  8 

1351  42nd  Avenue,  Room  102  BURNETT  CC  Date  Sampled  06/14/2000 

San  FranciSCO,  CA    94122  Date  Received  06/15/2000 

Date  Analyzed  06/21/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

60148B 

Micro 

12538-06 

1 

l 

SINK  DRINKING  FOUNTAIN 
CLASS  222 

RE • SAMPLE / 30  SECOND 

4 

Client 

60149A 

Micro 

12538-07 

1 

DRINKING  FOUNTAIN 
C90, 2ND  FLOOR 
E.5  BY  211 

3 

Client 

6011 0B 

H 

Micro 

12538-08 

1 

DRINKING  FOUNTAIN 
RE  -  SAMPLE  /  30  SECOND 

4 

Technical  Supervisor: 


7.  A 


6/23/2000 


Analyst: 


FR 


Farid  Ramezanzadeh>M.S'.  X    Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa&nalysis-w  ilrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are-analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

3FUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GRATTAN  E.S. 


Micro  Log  In    1  2  5  3  9 
Total  Samples  32 
Date  Sampled  06/14/2000 
Date  Received  06/15/2000 
Date  Analyzed  06/1  6/2000 


Detection 

Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

99901  A 

Micro 

12539-01 

4  3 

1 

SINK  DRINKING  FOUNTAIN 
005 151 A 

Client 

99901 B 

Micro  12539-02 

005 151 A 
SOURCE  NO.  2 
30  SECOND 

1  0 

1 

Client 

99902A 

Micro 

12539-03 

2  1 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  106 

Client 

99902B 

Micro 

12539-04 

1 

SOURCE  NO.  6 
30  SECOND 

3 

Client 

99903A 

Micro 

12539-05 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  107 

1  0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ra 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dooming  water  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GRATTAN  E.S. 


Micro  Log  In    1  2  5  3  9 
Total  Samples  32 
Date  Sampled  06/14/2  000 
Date  Received  06/15/2000 
Date  Analyzed  0  6/1  6/2  00  0 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


1 


Client 


99903B 


Micro    1 2539-06 

SOURCE  NO.  9 
30  SECOND 


H 


Client 


99904A 


Micro  12539-07 

SINK  FAUCAT 
KITCHEN,  ROOM  113 


9  9 


Client 


99904B 


Micro  12539-08 

SOURCE  NO.  11 
30  SECOND 


Client 


99905A 


Micro  12539-09 

SINK  FAUCAT 
KITCHEN,  ROOM  113 


Client 
Micro 


99905B 


12539-10 

SOURCE  NO.  12 
30  SECOND 


3  1 


Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Farid  Ramezanzadeh, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana4ysis--rrf  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GRATTAN  E.S. 


Micro  Log  In    12  5  3  9 
Total  Samples  32 
Date  Sampled  06/14/2000 
Date  Received  06/15/2000 
Date  Analyzed  06/1  6/20  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

99906A 

Micro 

12539-11 

A 
1 

k 

SINK  DRINKING  FOUNTAIN 
ROOM  101, 1ST  FLOOR 

4 

Client 

99906B 

Micro 

12539-12 

1 

1 

SOURCE  NO.  22 
30  SECOND 

Client 

99907A 

Micro 

12539-13 

1 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  102 

4 

Client 

99907B 

Micro 

12539-14 

1 

\\ 

SOURCE  NO.  19 
30  SECOND 

1 

Client 

99908A 

Micro 

12539-15 

1 

)7 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  103 

6 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^nalycig-tn^drjQkjrjj  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      4  of  7 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12539 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

1351  42nd  Avenue,  Room  102  GRATTAN  E.S.  Date  Sampled  06/1 4/2000 

San  Francisco,  CA    94122  n  ,  D    .    .  nBI*clnn* 

Date  Received  06/15/2000 

Date  Analyzed  06/1  6/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


99908B 


Micro  12539-16 

SOURCE  NO.  17 
30  SECOND 


Client 


99909A 


Micro  12539-17 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  207 


Client 


99909B 


Micro  12539-18 
SOURCE  NO.  35 


Client 


99910A 


Micro  12539-19 

SINK  FAUCAT 

2ND  FLOOR,  ROOM  207 


Client 


99910B 


Micro  12539-20 

SOURCE  NO.  34 
30  SECOND 


1  0 


1  90 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNjead  an; 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T63J_SJ 


Analyst: 


FR 


drinkmg  water  by  the  California  Department  of  Health  Services,  Environmental 
arg-finalyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page     5  of  7 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
GRATTAN  E.S. 


Micro  Log  In    1  2  5  3  9 
Total  Samples  3  2 
Date  Sampled  06/14/2000 
Date  Received  06/15/2000 
Date  Analyzed  06/16/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

9991  1  A 

Micro 

12539-21 

1 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  209 

9 

Client 

9991 1 B 

Micro 

12539-22 

1 

3l 

SOURCE  NO.  31 
30  SECOND 

2 

Client 

99912A 

Micro 

12539-23 

1  0 

>> 

SINK  FAUCAT 

2ND  FLOOR,  ROOM  209 

1 

Client 

99912B 

Micro  12539-24 

SOURCE  NO.  30 
30  SECOND 

1 

1 

Client 

99913A 

Micro 

12539-25 

2  1 

1 

S7 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  205 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis~TrrdrinRllT§-water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      6  of  7 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2539 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

1351  42nd  Avenue,  Room  102  GRATTAN  E.S.  Date  Sampled  06/1 4/2000 

San  Francisco,  CA  94122  n  ,  D    .  .nr..<clnnn 

'  Date  Received  06/15/2000 

Date  Analyzed  06/16/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

99913B 

Micro 

12539-26 

1 

n 

SOURCE  NO.  37 
30  SECOND 

5 

Client 

99914A 

Micro 

12539-27 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  204, 2ND  FLOOR 

9 

Client 

99914B 

Micro 

12539-28 

1 

M 

SOURCE  NO.  38 
30  SECOND 

2 

Client 

99915A 

Micro 

12539-29 

1 

Hl 

SINK  DRINKING  FOUNTAIN 
ROOM  203, 2ND  FLOOR 

7 

Client 

99915B 

H| 

Micro 

12539-30 

1 

SOURCE  NO.  41 
30  SECOND 

1 

FR 


Technical  Supervisor:  y-<3L> — 7^—^ — V  6/23/2000  Analyst:   

Date  Reported 

Micro  Analytical  Laboratories.  Inc.  is  accredited  for TSad-aoalyiisVn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples~aTe  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      7  of  7 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2539 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

1351  42nd  Avenue,  Room  102  GRATTAN  E.S.  Date  Sampled  06/1 4/2000 

San  Francisco,  CA    94122  Date  Received  06/15/2000 

Date  Analyzed  0  6/1  6/2  00  0 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

99916A 

Micro 

12539-31 

1 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  212 

7 

Client 

99916B 

Micro 

12539-32 

1 

SOURCE  NO.  53 
30  SECOND 

2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTy^ts~Tn^dr>akjng  y)ater  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


I 


StP- 19-00  TUE  09:54  AM 


FAX  NO. 


P.  02/14 


Pago     1  of  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In  12537 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  38 

1351  42nd  Avenue,  Room  102  G.W.  CARVER   E.S.  Date  sampled  06/13/2000 

San  Francisco,  CA  94122  (Revised     9/19/2000)  Date  Received  06/1  s/2000 

Date  Analyzed  06/16/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

61301A 

Micro 

12537-01 

1  3 

1 

DRINKING  FOUNTAIN 
SOURCE  1 
ROOM  2106 

Client 

61302B 

Micro 

12537-02 

1 

DRINKING  FOUNTAIN 
SOURCE  1 
ROOM  2105 

5 

Client 

61303A 

Micro 

12537-03 

1  7 

1 

SINK  DRINKING  FOUNTAIN 

SOURCES 

ROOM  2102 

Client 

613048 

Micro 

12S37-04 

8 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE 5 
ROOM  2102 

Client 

61305A 

Micro 

12537-05 

8 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE fl 
ROOM  2103 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  load  afftriysl&Jr^d rinkin^jwatflf  by  the  California  Department  ot  Health  Sorvicos,  Envlronmonial 
Laboratory  Accreditation  Program  (ELAP),  Cortilicato  #1037.  Samples  are"anatyz*d  by  Plalform  Graphite  Furnace  Atomic  Absorption  Spociromoiry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18lh  odillon,  1992.  Amorfcan  Public  Health 
Association,  American  Water  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  oniy  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5000  HOIXIB  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


ShK-19-UU  TUE  09:54  AM 


FAX  NO. 


P.  03/ 


Page     2  of 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT; 
S.F.U.S.D. 
G.W.  CARVER  E.S. 
(Revised  9/19/2000) 


Micro  Log  In    12  5  37 
Total  Samples  38 
Date  Sampled  06/1  3/20  { 
Date  Received  06/15/20 
Dale  Analyzed  06/16/20 


Client  Sample  ID 


Lead  Concentration 
 (ppb) 


Detection 
Umft 
(ppb) 


Comments 


Client 


61306B 


Micro  12537-06 

SINK  DRINKING  FOUNTAIN 
SOURCE e 
ROOM  2103 


Client 


61307A 


Micro  12537-07 

SINK  DRINKING  FOUNTAIN 
SOURCE 7 
ROOM  210T 


3  9 


Client 


613088 


Micro  12537-08 

SINK  DRINKING  FOUNTAIN 
SOURCE  1 
ROOM  2107 


9 


Client 


61309A 


Micro  12537-09 

SINK  DRINKING  FOUNTAIN 
SOURCE  11 
BOYS'  RESTROOM 
ROOM  252 


1  1 


Client 


61310B 


Micro  12537-10 

SINK  DRINKING  FOUNTAIN 
SOURCE  11 
BOYS'  RESTROOM 
ROOM  252 


Technical  Supervisor:  


9/19/2000  Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor lead  aoglysis  in  dnhklng  wdier by  Ihe  California  Dopartmem  ot  Health  Services,  Environmen 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  s^m^as-ate  er^yzootw  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry 
accordance  with  Mothod  31 136  (Standard  Methods  lor  tho  Examination  ofSrVaieP  and  Wastewater,  18th  edition,  1992,  Amorlcan  Public  Hon 
Association,  Amorlcan  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  t 
approve)  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HQLL1S  STREET.  SUITE  M  EMERYVILLE,  CALIFORNIA  04608  •  {5 10)  653-0824 


tr-ia-uu  rut  uy:bb  m 


FAX  NO. 


P.  04/14 


Pago      3  of  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12537 

SFUSD  •  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  B 

1351  42nd  Avenue,  Room  102  G.W.  CARVER  E.S.  Date  sampled  06/13/2000 

San  Francisco,  CA  94122  (Revised    9/19/2000)  Dale  Received  06/15/2000 


Dale  Anafyzod  06/16/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

61311  A 

Micro 

12537-11 

24 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  12 
GIRLS'  RESTROOM 
ROOM  252 

Client 

61312B 

Micro 

12537-12 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  12 
GIRLS'  RESTROOM 
ROOM  252 

6 

Client 

: 

61 313A 

Micro  12537-13 

SINK  FAUCET 
SOURCE  16 
TEACHER  LOUNGE 

39 

1 

Client 

61314B 

Micro 

12537-14 

9 

1 

SINK  FAUCET 
SOURCE  16 
TEACHER  LOUNGE 

Client 

t._ 

61315A 

Micro 

12537-15 

SINK  FAUCET 
SOURCE 17 
TEACHER  LOUNGE 

3 

1 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  anWyaisjn  drinkfrfj'.watefrby  the  California  Departmeni  of  Health  Services,  Environmental 
Laboratory  Accrcdilatlon  Program  (ELAP),  Certificate  #1037.  Samples  arc  anaTy>«aruiy  Platform  Graphite  Fumaco  Atomic  Absorpiion  spectrometry  m 
accordance  wilh  Method  3113B  (Standard  Molhods  lor  the  Examination  of  Water  and  Wastewater,  ism  edition,  1982.  American  Public  Health 
Association,  American  Walor  Works  Association,  Water  Pollution  Control  Fodoration).  This  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation;  ppo  m  parts  por  billion. 


5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  &46©8  -  (610)  653-0824 


str-iy-uu  rut  uy:bb  am 


r-AX  NO. 


r.  Ub/ 


Page     4  of  I 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
G.W.  CARVER  E.S. 
(Revised  9/19/2000) 


Micro  Log  In    12  5 
Total  Samples  36 
Date  Sampled  06/1 
Data  Received  06/1 
Date  Analyzed  OS/1 


37 

II 

3/20(! 
5/20( 
6/20(! 


Client  Sample  ID 


Lead  Concentration 
 (ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


61316B 


Micro  12537-16 

SINK  FAUCET 
SO URGE  17 
TEACHER  LOUNGE 


Client 


61317A 


Micro  12537-17 

SINK  DRINKING  FOUNTAIN 
SOURCE 21 
ROOM  2*7 


42 


Client 


61318B 


Micro  12537-18 

SINK  DRfNKJNG  FOUNTAIN 
SOURCE  21 
ROOM  287 


Client 


61  319A 


Micro  12537-19 

SINK  DRINKING  FOUNTAIN 
SOURCE  22 
ROOM  266 


1  5 


1  4 


Client 


61320B 


Micro  12537-20 

SINK  DRINKING  FOUNTAIN 

SOURCE 22 

R0OM2M 


Technical  Supervisor: 


9/19/2000 


r'.h'V..  Analyst: 


FR 


\6  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  Tor  lead  analysla-in  drinktrVg  wal^r  by  the  California  Department  ol  Health  Services,  Environment: 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  I 
accordance  with  Method  3113B  (Standard  Methods  for  tho  Examination  or  Water  and  Wastewater.  18th  edition,  199?.,  American  Public  HeaiU 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  lh> 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analysed  Unit  explanation:  ppb  b  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M.  EMH3CTVILLE,  CALIFORNIA.  94608  -  (510)  653-0S24 


SEP- 19-00  THE  09:56  AM 


FAX  NO. 


P.  06/14 


Page     5  of  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  tn    1253  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  Samples  38 

1351  42nd  Avenue,  Room  102  G.W.  CARVER  E,S.  DaieSampied  06/1 3/2000 

San  Francisco,  CA  94122  (Revised    9/19/2000)  Date  Received  o 6/1 5/2000 

Date  Analyzed  06/1  6/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  10  (ppb)  (PP*>) 


Client 

61321A 

1  3 

1 

Micro  12537-21 

SINK  DRINKING  FOUNTAIN 
SOURCE  25 
ROOM  291 

Client  |              61 3 22 B 
Micro  12537-22 

SINK  DRINKING  FOUNTAIN 
SOURCE 2S 
ROOM  291 

1  6 

1 

Client 
Micro 

DRINK] 
SOURC 
LOWER 

61323B 

8 

1 

12537-23 

MG  FOUNTAIN 
EM 
LOBBY 

Client 
Micro 

DRINKI 
SOURC 
LOWER 

61324B 

5 

1 

12537-24 
MG  FOUNTAIN 

LOBBY 

Client 

61325A 

1  3 

1 

Micro  12537-25 

DRINKING  FOUNTAIN 
SOURCE  27 
HALLWAY  IN  room  100 

Technical  Supervisor: 


S/19/2000 
Data  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  forreatLenglyj^  In  d^nkilw)  water  by  ihe  Caliloniia  Department  of  Health  Sorvlcoa,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  afe^rnalyzod  by  Plallorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Molhod  3113B  (Standard  Mothods  lor  the  Examination  of  Water  and  Wastewater.  I8lh  edition.  1992,  Amencan  Public  Heallh 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproducod  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  EM608  -  (510)  653-OS24 


btr-ia-uu  rut  uyibb  Ail 


FAX  NO. 


P.  07/ 


Page     6  of  b 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  *  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D, 
6.W.  CARVER  E.S- 
(Revised  9/19/2000) 


Micro  Log  In    12  537 
Total  Samples  3  8 
Date  Sampled  06/13/200 
Date  Received  06/15/200 
Date  Analyzed  06/16/200 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61326B 

Micro 

12537-26 

1 

DRINKING  FOUNTAIN 
SOURCE 27 
HALLWAY  IN  room  100 

5 

Client 

61327A 

Micro 

12537-27 

1  3 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE 74 
room  10C 

Client 

61328B 

Micro 

12537-28 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE 2B 
room  IK 

5 

Client 

61329A 

Micro 

12537-28 

1  6 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  29 
room  109 

Client 

61330B 

Micro 

12537-30 

1  8 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  20 
roam  109 

Technical  Supervisor: 


Farid  Ramezan: 


9/19/2000_  AnaIyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  aecroditod  Tacjead  analysis)n  6rinking\vater  by  the  California  Department  of  Health  Services,  Environments 
Laboratory  Accreditation  Program  (ELAP),  Cartiiii^telTTOrr^amples^^ana^zod  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  l> 
accordance  with  Method  3113B  (Standard  Methods  for  tho  Examination  oi  Water  and  Wastewater,  16th  edition,  1992,  American  Public  H*bM 
Association,  American  Walor  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  lull,  wilh  tru 
approval  of  Micro  Analytical  Laboratories,  Inc.,  end  pertains  only  to  the  samplos  analyzed.  Unit  explanation:  ppb=  parts  per  billion. 


5900  HOLIJS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP- 19-00  TUE  09:57  AM 


FAX  NO. 


P.  08/14 


Page      7  of  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12537 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  36 

1351  42nd  Avenue,  Room  102  .         G.W.CARVER  E.S.  Date  sampled  06/13/2000 

San  Francisco,  CA  94122  (Revised    9/19/2O0O)  Deceived  06/1 5/2000 

Date  Analyzed  06/16/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
<PP») 

Limit 
(Ppb) 

Comments 

Client 

61331A 

M'cro 

12537-31 

1  2 

1 

SINK  DRINKING  FOUNTAIN 
SOURCE  30 
room  110 

Client  [                6 1332 B 

Micro 

12537-32 

SINK  DRINKING  FOUNTAIN 

source ao 
room  110 

4 

1 

Client 

61333A 

Micro 

12537-33 

1  7 

1 

DRINKING  FOUNTAIN 
SOURCE  35 
MULTI-PURPOSE 

Client 

61334B 

Micro 

12537-34 

1  5 

DRINKING  FOUNTAIN 
SOURCE 35 
MULTI-PURPOSE 

1 

Cfionl 

60111A 

Micro 

12537-35 

1  0 

1 

SINK  FAUCET 
SOURCE 37 

FACULTY  DINING  ROOM 

Technical  Supervisor: 


2JL 


Fond  Rams 


Analyst: 


FR 


£i  wate\by  the  California  Department  or  Healih  Services,  Environmental 
iy  Platform  Graphilo  Furnaoo  Atomic  Absorption  spectrometry  In 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leadSan&jysis  in  drin 
Laboratory  Accreditation  Program  (ELAP).  Cartilicato-«l037r%SBmpla7  aTe  an: 

accordanco  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  He'allh 
Association,  American  Water  Works  Association,  Walor  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  wlih  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLU5  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94606  -  (510)  653-0824 


StF-iy-UU  TUE  09:57  AM 


FAX  NO. 


P.  09/ 


Page     6  of  f 

MICRO  ANALYTICAL  LABORATORIES,  INC.  I 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
G.W.  CARVER  E.S. 
(Revised  9/19/2000) 


Micro  Log  In    12  537 
Total  Samples  38 
Date  Sampled  06/1  4/20( 
Date  Received  06/1  5/2 0( 
Date  Analyzed  06/1  6/20( 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

60112B 

Micro 

12537-36 

1  7 

SINK  FAUCET 
SOURCES? 

FACULTY  DINING  ROOM 

—    -  .   

1 

Client 

601 13 A 

Micro 

12537-37 

1  8 

1 

SINK  FAUCET 
SOURCE 36 
KITCHEN 

Client 

60114B 

MiCIO  12537-38 

SINK  FAUCET 

SOURCES! 

KITCHEN 

30 

1 

Technical  Supervisor: 


I 


9/19/2000 
Date  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  ananysw^'cfrinlbqo^eter  by  tho  California  Department  ol  Health  Services,  Environment 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spoclromoiry 
accordance  with  Method  3113B  (Standard  Mothods  for  Ihe  Examination  or  Water  end  Wastewater,  18th  edition,  1992.  American  Public  Heal 
Association,  American  Wator  Works  Association,  water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  11 
approval  of  Micro  Analytical  Laboratories,  inc..  and  pertains  only  to  tne  samplos  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


B9O0  BOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  04G08  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
JEFFERSON  C.C. 
1350  -  25TH  AVENUE 


Micro  Log  In     1  2  5  42 
Total  Samples  2 
Date  Sampled  06/14/2000 
Date  Received  06/1  6/2000 
Date  Analyzed  06/20/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61400-A 

Micro 

12542-01 

1 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

5 

Client 

61400-B 

Micro 

12542-02 

1 

SINK  FAUCET 
KITCHEN 
2ND  DRAW 
30  SECONDS 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leadaHa+y«isJnjd«n"tin,S  water  by  the  Calilornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  aralyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOIXIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12618 

SFUSD  -  Asbestos  Control  Program         HILLCREST  ELEMENTARY  Total  samples  4 

1351  42nd  Avenue,  Room  102  SCHOOL  Date  Sampled  06/15/2000 

San  FranciSCO,  CA    94122  Date  Received  06/1  6/2000 

Date  Analyzed  06/21/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

06157A 

Micro 

12618-01 

1  9 

1 

DRINKING  FOUNTAIN 
EXTERIOR,  YARD 

Client 

06158B 

Micro 

12618-02 

1 

DRINKING  FOUNTAIN 
EXTERIOR,  YARD 

5 

Client 

06159A 

Micro 

12618-03 

1 

MULTIPLE  DRINKING  FOUNTAIN 

2ND  FLOOR 

HALLWAY 

4 

Client 

61510B 

Micro 

12618-04 

1 

MULTIPLE  DRINKING  FOUNTAIN 

2ND  FLOOR 

HALLWAY 

2 

7 


7 


Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisjn  dhokfr\g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SampieTarVaaalyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 

I 


I 

I 
I 
I 

« 

I 
I 
I 
I 


Page      1   of  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B  . 
1063  PROJECT:  Micro  Log  In  12426 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  LAWTON  ES  /  MS  Date  Sampled  06/1  3/2000 

San  FranciSCO,  CA    94122  Date  Received  06/14/2000 

Date  Analyzed  06/1  4/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

1    ■  mil 

Limit 
(PPb) 

Comments 

Client  j 

61301-A 

6 

Micro 

12426-01 

1 

SINK  DRINKING  FOUNTAIN 
basement,  room  031 
FIRST  DRAW 

2 

Client 

61301-B 

C 

Micro 

12426-02 

1 

SINK  DRINKING  FOUNTAIN 
BASEMENT,  ROOM  031 
2ND  DRAW 

<  1 

Client 

61302-A 

Micro 

12426-03 

1 

SINK  FAUCAT 

2ND  FLOOR,  ROOM  237 

FIRST  DRAW 

7 

Client 

61302-B 

Micro 

12426-04 

SINK  FAUCAT 

2ND  FLOOR,  ROOM  237 

2ND  DRAW 

<  1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedvfor  lead  analysisM  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate- #1037.  -SSmpies-^rfe  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


I 

I 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    124  26 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  LAWTON  ES  /  MS  Date  Sampled  06/13/2000 

San  FranciSCO,  CA    94122  Date  Received  06/14/2000 

Date  Analyzed  06/1  4/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

61 301-A 

2 

1 

Micro  12426-01 

SINK  DRINKING  FOUNTAIN 
basement,  room  031 
RRST  DRAW 

Client 

61301-B 

<  1 

1 

Micro  12426-02 

SINK  DRINKING  FOUNTAIN 
BASEMENT,  ROOM  031 
2ND  DRAW 

Client 
Micro 

SINK  R 
2ND  FL 
RRST  I 

61302-A 

7 

1 

12426-03 
*UCAT 

DOR,  ROOM  237 
JRAW 

Client 

61302-B 

1 

Micro  12426-04 

SINK  FAUCAT 

2ND  FLOOR,  ROOM  237 

2ND  DRAW 

<  1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedsfor  lead  analysisW  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certiticate~  #1037.  SSmpl&s--gfe  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12427 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1351  42nd  Avenue,  Room  102  SUNSET  ES  Date  Sampled  06/13/2000 

San  Francisco,  CA   94122  3045  SUNTIAGOST  Date  Received  06/14/2000 

Date  Analyzed  06/14/2  00  0 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

92000-A 

Micro 

12427-01 

1  o 

SINK  FAUCAT 
ROOM  001 
FIRST  DRAW 

1  1 

-4 
1 

Client 

92000-B 

Micro 

12427-02 

lo 

SINK  FAUCAT 

ROOM  001, 2ND  DRAW 

2 

1 

Client 

92001-A 

Micro 

12427-03 

1 

It 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  BY  ROOM  001 
FIRST  DRAW 

8 

Client 

92001-B 

Micro 

12427-04 

1 

H 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  BY  ROOM  001 
2ND  DRAW 

4 

Client 

92002-A 

Micro 

12427-05 

1 

v 

SINK  FAUCAT 
ROOM  004 
FIRST  DRAW 

4 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l^ad  analysi 


Analyst: 


FR 


g  water  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1u3TT'Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      2   of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
SUNSET  ES 
3045  SUNTIAGOST 


Micro  Log  In    1  2  4  2  7 
Total  Samples  1  0 
Date  Sampled  06/1  3/2000 
Date  Received  06/1  4/2000 
Date  Analyzed  06/1  4/2000 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SINK  F/ 
ROOM  C 

92002-B 

1 

1 

12427-06 
iUCAT 

04,  2ND  DRAW 

Client 

92003-A 

2 

1 

Micro  12427-07 

SINK  FAUCAT 

ROOM  005,  FIRST  DRAW 

Client 

92003-B 

2 

1 

Micro    1 2427-08 

SINK  FAUCAT 
ROOM  005, 2ND  DRAW 

Client 

92004-A 

4 

1 

Micro  12427-09 

SINK  FAUCAT 

ROOM  014,  FIRST  DRAW 

Client 

92004-B 

1 

Micro  12427-10 

SINK  FAUCAT 
ROOM  014, 2ND  DRAW 

1 

Technical  Supervisor: 


Farid  Ramezanzadeh,  RhSt    ^.Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^arjalystejrj^dlWingJater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  12907 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  FRANCISCO  MIDDLE  SCHOOL  Date  Sampled  06/23/2000 

San  FranciSCO,  CA    94122  Date  Received  06/23/2000 

Date  Analyzed  06/26/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

54601  A 

H 

Micro 

12907-01 

1 

1 

DRINKING  FOUNTAIN 
GYMNASIUM,  1ST  FLOOR 
SOURCE  #14 

< 

Client 

54601 B 

n 

Micro 

12907-02 

1 

1 

DRINKING  FOUNTAIN 
GYMNASIUM,  1ST  FLOOR 
SOURCE  #14 
30  second  flush 

< 

Technical  Supervisor: 


Farid  Ramez&Qzadeh,  Mi^A     D^te  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking-waipr  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


59O0  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2  930 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  10 

1351  42nd  Avenue,  Room  102  T.  MARSHALL  HIGH  SCHOOL  Date  Sampled  06/23/2000 

San  FranciSCO,  CA    94122  Date  Received  06/24/2000 

Date  Analyzed  06/26/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

623003A 

2  9 

1 

Micro  12930-01 

DRINKING  FOUNTAIN 
GIRLS'  LOCKER  ROOM 
TYPE  R 

Client 

623003B 

2  1 

1 

Micro  12930-02 

DRINKING  FOUNTAIN 
GIRLS'  LOCKER  ROOM 
TYPE  R 

Client 

623004A 

1  5 

1 

Micro  12930-03 

DRINKING  FOUNTAIN 
LITTLE  THEATER 
WING  BY  BOYS'  RESTROOM 
TYPE  R 

Client 

623004B 

2 

1 

Micro    1 2930-04 

DRINKING  FOUNTAIN 

LITTLE  THEATER 

WING  BY  BOYS'  RESTROOM,  C86 

TYPER 

Client 

623005A 

1 

Micro    1 2930-05 

DRINKING  FOUNTAIN 

LITTLE  THEATER 

WING  BY  BOYS'  RESTROOM,  C86 

TYPE  R 

3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  anatysTsin  Hrinking  water  by  the  California  Department  o(  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are-analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  2  930 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  0 

1351  42nd  Avenue,  Room  102  T.  MARSHALL  HIGH  SCHOOL  Date  sampled  06/23/2000 

San  FranciSCO,  CA    94122  Date  Received  06/24/2000 

Date  Analyzed  06/26/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

623005B 

Micro 

12930-06 

1 

1 

DRINKING  FOUNTAIN 

LITTLE  THEATER 

WING  BY  BOYS'  RESTROOM,  C86 

TYPE  R 

Client 

623006A 

Micro 

12930-07 

3  2 

1 

DRINKING  FOUNTAIN 
CAFETERIA  128,  WEST 
TYPER 

Client 

623006B 

Micro 

12930-08 

1  6 

1 

DRINKING  FOUNTAIN 
CAFETERIA  128,  WEST 
TYPER 

Client 

623007A 

Micro 

12930-09 

DRINKING  FOUNTAIN 
3RD  FLOOR 
C90  BY  ROOM  317 
TYPER 

9 

1 

Client 

623007B 

Micro 

12930-10 

1 

DRINKING  FOUNTAIN 
3RD  FLOOR 
C90BY  ROOM  317 
TYPE  R 

3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinl^rng-Water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  2929 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  KENNEDY  CC  DateSampied  06/23/2000 

San  Francisco,  CA    94122  Date  Received  06/24/2000 

Date  Analyzed  06/2  6/2  0  00 


ID* 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

623001  A 

2  2 

1 

Micro  12929-01 

PLAYGROUND 

BY  SIDE  OF  KITCHEN 

TYPE  R 

Client 

623001 B 

2 

1 

Micro  12929-02 

PLAYGROUND 

BY  SIDE  OF  KITCHEN 

TYPER 

1 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for 


Analyst: 


FR 


'ater  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1 063  PROJECT:  Micro  Log  In    1317  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  14 

1351  42nd  Avenue,  Room  102  TREASURE  ISLAND  ES  Date  Sampled  06/30/2000 

San  Francisco,  CA    94122  Date  Received  0 6/30/2  000 

Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

63001  A 

lb 

Micro 

13176-01 

0  1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  19 

Client 

63001 B 

Micro 

13176-02 

8 

1 

u 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  19 
30  SECOND 

Client 

63002A 

Micro 

13176-03 

33 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  20 

Client 

63002B 

ir 

Micro 

13176-04 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  20 
30 SECOND 

Client 

63003A 

v5 

Micro 

13176-05 

68 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  21 

3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^sqalysis  ir)Mri_nki^g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page      2   of  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
TREASURE  ISLAND  ES 


Micro  Log  In     1317  6 
Total  Samples  1  4 
Date  Sampled   06/3  0/2  0  00 
Date  Received  06/30/2000 
Date  Analyzed  06/3  0/2  0  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

63003B 

Micro 

13176-06 

1  ft 
i  0 

1 

1 

1  1 

13 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  21 
30  SECOND 

Client 

63004A 

 ■ — — — — 

Micro 

13176-07 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  22 

2  7 

Client 

63004B 

Micro 

13176-08 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  22 
30  SECOND 

7 

Client 

63005A 

Micro 

13176-09 

2  6 

1 

35 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  2 
6+  SECOND 

Client 

63005B 

J5 

Micro 

13176-10 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  2 
30  SECOND 

6 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aftetysis'in  Sttrinki^ig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
TREASURE  ISLAND  ES 


Micro  Log  In     1317  6 
Total  Samples  1  4 
Date  Sampled  06/30/2000 
Date  Received  06/30/2000 
Date  Analyzed  06/30/2000 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

63006A 

3 

1 

Micro  13176-11 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  10 
30  SECOND 

Client 

63006B 

2 

1 

Micro  13176-12 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  10 
30  SECOND 

Client 

63007A 

1  4 

1 

Micro  13176-13 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  26 
30  SECOND 

Client 

63007B 

1 

Micro  13176-14 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  26 
30  SECOND 

7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  aflatysis-A  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SampleVa+e-analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  E.S. 


Micro  Log  In    13  0  71 
Total  Samples  3  8 
Date  Sampled  06/2  8/2000 
Date  Received  06/28/2000 
Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

62801  A 

Micro 

13071-01 

3  3 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  4 

Client 

62801 B 

Micro 

13071-02 

1  2 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  4 
30  SECOND 

Client 

62802A 

Micro 

13071-03 

8 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  3 

Client 

62802B 

Micro 

13071-04 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  3 
30  SECOND 

6 

Client 

62803A 

Micro 

13071-05 

39 

1 

DRINKING  FOUNTAIN 
CORRIDOR  104 
ROOM  3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacT^naly^i&jflsijrinki^^  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  E.S. 


Micro  Log  In    13  0  71 
Total  Samples  3  8 
Date  Sampled   06/2  8/2000 
Date  Received  06/28/2000 
Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

62803B 

Micro 

13071-06 

9 

1 

DRINKING  FOUNTAIN 
CORRIDOR  104 
ROOM  3 
30  SECOND 

Client 

62804A 

Micro 

13071-07 

6  5 

SINK  DRINKING  FOUNTAIN 
NURSE  OFFICE 

2 

Client 

62804B 

Micro 

13071-08 

1  7 

1 

SINK  DRINKING  FOUNTAIN 
NURSE  OFFICE 
30  SECOND 

Client 

62805A 

Micro 

13071-09 

24 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  7 

Client 

62805B 

Micro 

13071-10 

8 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  7 
30  SECOND 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ie38*anatysi6  in  dqnking>vater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  13071 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  8 

1351  42nd  Avenue,  Room  102  BUENA  VISTA  E.S.  Date  Sampled  06/28/2000 

San  Francisco,  CA    94122  Date  Received  06/28/2000 

Date  Analyzed  06/30/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

62806A 

3  6 

1 

Micro  13071-11 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  2 

Client 

62806B 

1  5 

1 

Micro  13071-12 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  2 
30  SECOND 

Client 

62807A 

5 

1 

Micro  13071-13 

DRINKING  FOUNTAIN 
1ST  FLOOR 

BY  MEN  AND  WOMEN  RESTROOM 

Client 

62807B 

3 

1 

Micro  13071-14 

DRINKING  FOUNTAIN 
1ST  FLOOR  BY 

MEN  AND  WOMEN  RESTROOM 
30  SECOND 

Client 

62808A 

1 

Micro  13071-15 

SINK  FAUCET 
TEACHER  LUNCH  ROOM 

1  6 

Technical  Supervisor: 


7.^ 


Farid  R 


dmezanzadefej M.S>\ 
orteatLanalysis Jo  Winkir 


7/6/2000  Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forteattanalysis  jh  prinking  'Water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are-aoatyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  E.S. 


Micro  Log  In     13  0  71 
Total  Samples  3  8 
Date  Sampled  06/28/2000 
Date  Received  06/28/2000 
Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

62808B 

Micro 

13071-16 

1 

SINK  FAUCET 
TECHER  LUNCH  ROOM 
30  SECOND 

6 

Client 

62809A 

Micro 

13071-17 

1 

SINK  FAUCET 
KITCHEN 

7 

Client 

62809B 

Micro 

13071-18 

1  0 

1 

SINK  FAUCET 
KITCHEN 
30  SECOND 

Client 

62810A 

Micro 

13071-19 

5  6 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  13 

2 

Client 

62810B 

Micro 

13071-20 

1  6 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  13 
30  SECOND 

7/6/2000  Analyst: 


FR 


Technical  Supervisor: 

Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanarjrsis'in  cki£king\/ater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  3  071 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  8 

1351  42nd  Avenue,  Room  102  BUENA  VISTA  E.S.  Date  Sampled  06/28/2000 

San  FranciSCO,  CA    94122  Date  Received  06/28/2000 

Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6281 1  A 

Micro 

13071-21 

1  A 

1 
i 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  11 

Client 

6281 1 B 

Micro 

13071-22 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  11 
30  SECOND 

4 

Client 

62812A 

Micro 

13071-23 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  14 

7 

1 

Client 

62812B 

Micro 

13071-24 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  14 
30  SECOND 

5 

Client 

62813A 

Micro 

13071-25 

3  4 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  16 

FR 


Technical  Supervisor:     **•   "^><T — ' — ^  /)    7/6/2000  Analyst: 

Farid  R 

Micro  Analytical  Laboratories,  Inc.  is  accredited  f&rlead  analysisSjrf  drinking\vater  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate>ve3Z--Sa^leva^eana)yzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      6   of  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  E.S. 


Micro  Log  In    1  3  0  71 
Total  Samples  3  8 
Date  Sampled  06/28/2000 
Date  Received  06/28/2000 
Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

62813B 

Micro 

13071-26 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  16 
30  SECOND 

6 

Client 

62814A 

Micro 

13071-27 

3  9 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  18 

Client 

62814B 

Micro 

13071-28 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  18 
30  SECOND 

7 

Client 

62815A 

Micro 

13071-29 

37 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  19 

Client 

6281 5B 

Micro 

13071-30 

1  0 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  19 
30  SECOND 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drthkiog)  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  13071 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  8 

1351  42nd  Avenue,  Room  102  BUENA  VISTA  E.S.  Date  Sampled  06/28/2000 

San  Francisco,  CA    94122  Date  Received  06/28/2000 

Date  Analyzed  06/30/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

62816A 

3  9 

1 

Micro  13071-31 

DRINKING  FOUNTAIN 
2ND  FLOOR 
CORRIDOR  104 
RESTROOM 

Client 

62816B 

1  9 

1 

Micro  13071-32 

DRINKING  FOUNTAIN 
2N0  FLOOR 
CORRIDOR  104 
30  SECOND 

Client 

62817A 

5  6 

2 

Micro  13071-33 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  21 

Client 

62817B 

27 

1 

Micro  13071-34 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  21 
30  SECOND 

Client 

62818A 

3 

Micro  13071-35 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  20 

6  9 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lea 


Analyst: 


FR 


water  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  E.S. 


Micro  Log  In    1  3  0  71 
Total  Samples  38 
Date  Sampled  06/28/2000 
Date  Received  06/28/2000 
Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6281 8B 

Micro 

13071-36 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  20 
30  SECOND 

7 

Client 

6281 9A 

Micro 

13071-37 

2  1 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  22 

Client 

62819B 

Micro 

13071-38 

1  3 

1 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  22 
30  SECOND 

Technical  Supervisor: 


7/6/2000  Analyst: 


FR 


Date  Reported 


Farid  Ramezanzacteh^M.S^  , 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foM^d-«aaly£i£jtf  dtakingV<ater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  art}~afia*yzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    1  30  99 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  DOWNTOWN  HIGH  SCHOOL  Date  Sampled  06/27/2000 

San  FranciSCO,  CA    94122  Date  Received  06/28/2000 

Date  Analyzed  06/30/2000 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

74201  A 

Micro 

13099-01 

1 

DRINKING  FOUNTAIN 
1ST  FLOOR,  HALLWAY 
C-90 

RE-SAMPLE 

9 

Client 

74201 B 

Micro 

13099-02 

1 

DRINKING  FOUNTAIN 
SOUTH  END 
SOURCE  #6 

2  6 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ra 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysisln  drinking'  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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Page      1   of  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  3  472 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  DOWNTOWN  H.S.  Date  Sampled  07/11/2000 

San  FranciSCO,  CA    94122  Date  Received  07/1  1/2000 

Date  Analyzed  07/13/1  9  00 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

74202A 

Micro 

13472-01 

1  6 

1 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALLWAY  C-90 
HIGH  SCHOOL  SIDE,  SOURCE  #6 
RE-SAMPLE 

Client 

74202B 

Micro 

13472-02 

8 

1 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALLWAY  C-90 
HIGH  SCHOOL  SIDE,  SOURCE  #6 
30  SECOND  FLUSH 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaaTtatysis-u?  dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1   of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    1  35  93 

SFUSD  -  Asbestos  Control  Program  CABRILLO  E.  S.  Total  Samples  4 

1351  42nd  Avenue,  Room  102  Date  Sampled  07/1 3/2000 

San  FranciSCO,  CA    94122  Date  Received  07/13/2000 

Date  Analyzed  07/1  4/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppt>) 


Client 

46701  A 

<  1 

1 

Micro  13593-01 

SINK  DRINKING  FOUNTAIN 
SOURCE  #4 
RE-SAMPLE 

Client 

46701 B 

<  1 

1 

Micro    1 3593-02 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  212 
30  SECOND 

Client 

46702A 

<  1 

1 

Micro    1 3593-03 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR -ROOM 201 
RE-SAMPLE 

Client 

46702B 

1 

Micro    1 3593-04 

SINK  DRINKING  FOUNTAIN 
SOURCE #12 
30  SECOND 

<  1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f  or  lead^analy^is  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page      1    of  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  42nd  Avenue,  Room  102 
San  Francisco,  CA  94122 


PROJECT: 
S.F.U.S.D. 
NORIEGA  C.  C. 


Micro  Log  In    1  3  5  9  2 
Total  Samples  2 
Date  Sampled  07/13/2000 
Date  Received  07/14/2000 
Date  Analyzed  07/14/1900 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(PPb) 

Client 

92801  A 

Micro 

13592-01 

1 

SINK  DRINKING  FOUNTAIN 

1 

ROOM  006 

RE-SAMPLE 

Client 

92801 B 

Micro 

13592-02 

1 

SOURCE #9 

1 

30  SECOND 

Technical  Supervisor: 


Farid  RamezanzadehTM^.        Y)ate  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaTys4s-4«-^ftrfKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 


Page     1   of  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  13596 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1351  42nd  Avenue,  Room  102  GLEN  PARK  E.  S.  Date  Sampled  07/13/2000 

San  FranciSCO,  CA    94122  Date  Received  07/1  4/2000 

Date  Analyzed  07/1  4/1900 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

07131  A 

Micro 

13596-01 

1 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

1 

Client 

07131B 

Micro 

13596-02 

1 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 
30  FLUSH 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leacTanatysis /frt-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


59CO  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JUL-^l-UU  KK1  U3:55  PM 


FAX  NO. 


P.  02/03 


Page     1   of  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 38 


1 06  3  PROJECT:  Micro  Log  In    1  3  6  8  8 

SFUSD  -  Asbestos  Control  Program  MC  LAREN  CC  Total  Samples  2 

1351  42nd  Avenue,  Room  102  Dato  Sampled  07/14/2000 

San  FranciSCO,  CA    94122  Date  Received  07/15/2000 

Date  Analyzed  07/18/2000 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP&) 


Client 

Miao 

SINK  F/ 
CAFETI 
RE-SAW 

07141A 

13688-01 

aieer 

3UA 
IPLE 

1 

1 

Client  j                071 42B 
Micro  13688-02 

SINK  FAUCET 
CAFETERIA 
RE-SAMPLE,  SO  FLUSH 

1 

1 

Technical  Supervisor: 


7/18/2000      Analyst:  _ 


TT 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  l&ad-aaalyaijTn  dririWnoy*a»er  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certilteato  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnaoe  Alomlc  Absorption  Spectrometry  In 
accordance  with  Method  3tl3B  (Standard  Mothods  tor  the  Examination  of  Wator  and  Wastewater,  iBth  edition.  1992,  American  PuWIc  Health 
Association,  American  Water  Works  Assoclallon,  Waler  Pollution  Control  Federation).  This  roport  must  not  bo  reproduced  except  In  lull,  with  iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parta  per  billion. 

5900  HQLL1S  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-OS24 


J 

y 


8A.V  NO.  5045    F.  2/6 

juoia 
Analytical 


^P»mir»ia  680  Chesapeake  Drive         Redwood  City.  CA  94063      (650)  364.9600         FAX  (650)  364-9133 

JC^jUUia  404  N  Wfcet  Une  Walnut  Creek,  CA  94598      (510)  988-9600         FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suite  B    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


SFUSD 

1 1561  Newcomb  Ave..  Rm.  103 
i  San  Francisco.  CA  941 24 

I  Attention:     Bruce  Giannini 


Client  Prtjj.  ID:  21  st  Century  Academy 
Lab  Proj  ID:  9708754 


Hissiinmiiiiiniuniiiiii 


Sampled:  08/13/97 
Received:  08/13/97  i 
Analyzed:  see  below  |i 


iEiMiimniniiimma^g 


^MIDDIIIIIilliiiiiliiiiiiiinini 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708754-01 
Sample  Desc  :  LIQUID,  1 

Lead 


mg/L 


08/ 18/97 


0.0050 


0.024  / 


Lab  No:  9708754-02 
Sample  Desc :  UQUID,2 

Lead 


mg/L 


08/18/97 


0.0050 


0.017  / 


Lab  No:  9708754-03 
Sample  Desc :  LIQUID.3 

Lead 


mg/L 


08/18/97 


0.0050 


0.0075 


Lab  No:  9708754-04 
!  Sample  Desc  :  UQUID.4 

Lead 


mg/L 


08/18/97 


0.0050 


0.011 


Lab  No:  9708754-05 
Sample  Desc :  LIQUID,5 

Lead 


Lab  No:  9708754-06 
Sample  Desc :  U0UID,e 

Lead 


Lab  NO:  9708754-07 
Sample  Desc :  LIQUID, 7 

Lead 


mg/L 


08/18/97 


mg/L 


08/18/97 


mg/L 


08/18/97 


Viarytee.  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


iheila  Rynn 
:  'reject  Manager 


0.0050 


0.015 


0.0050 


0.015 


0.056 


0.0078 


Page: 


08/21/97     11:20         TX/RX  NO. 9131  P. 002 


1.  19?"  10:1 8AM  504?     F.  3/6 

Sequoia 
Analytical 


O&niirkia  680  Chesapeake Drive         Redwood  Cry.  CA  9«063      (650)  364-9600        FAX  (650)  364-9233 

,3t;t[UUia  404  M  Wiget  Lane  Wilnut  Creek,  CA  94598      (510)  988-9600        FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    S»Cr«nicn»,  CA  9583*  (916)  921-9600         FAX  (916)  921-0100 


aiiiiiiiniiiiniiiimiiimina 


i SFUSD 
jjj  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

1 

p  Attention:     Bruce  Giannini 

MM!!l!n8!,w--~!!!sss^!!®!ss " 


 asnannnnni  

„  q»iituMminiiilwms™o«.a:i5ia= 
Client  Proj.  ID:    21  st  Century  Academy 

Lab  Pro).  ID:  9708754 


iiiiiiiiiniiiiiiiDii 


Sampled:  08/13/97  | 

Received:  06/13/97  si 

Analyzed:  see  below  § 

Reported:  08/21  /97  1 


Tiiiniini 


LABORATORY  ANALYSIS 


AnaJyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

1  ah  Kin-  Q7flfl7W-nn 

Sample  Desc :  UQUID,8 

Lead 

mg/L 

08/ 19/97 

N.D. 

1  ah  Mo-  Q7flfl7C/l.fVQ 

Sample  Desc :  LIQUID.9 

■  _  _  -j 
Lead 

mg/L 

OB/ 19/97 

0.037 

1  ah  Kli-k-                 07ft07Cj1  in 

LaD  NO.             y/UOf  34-10 

Sample  Desc :  LIOUID,10 

Lead 

mg/L 

08/19/97 

0.0050 

0.043 

Lab  No:  9700754-11 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

08/19/97 

0.0O50 

0.026 

Lab  No:  9708754-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Anarytos  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/21/97    11:20         TX/RX  NO. 9131         P. 003 


AUG.  21  195?  18? 19AM  NO.  5042     F.  4/6 

-  Analytical 


Cpnl  1  ni  a  680  Chesapeake  Drive  Redwood  Cty,  CA  94063      (650)  964-9600         FAX  (650)  364-9331 

l3C4UU  404  N.  Wigct  Lane  Walnut  Creek,  CA  9459S       (510)  9*8-9600         FAX  (510)  PW-9673 

Bl9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  921-0J00 


-M''SllllllimlH||Bm|H|ttM^tg 


s=_^£:E:;-::..,miuMMiiiiiiiiiiiuiiiramilllliillllitliin5 

"ISFUSD 

iS  1551  NewcombAve.,  Rm.  103 
|  San  Francisco,  CA  94124 

I  Attention:     Bruce  Glannlnl 

gintinmiiilllilimilil«niit;ia:iiii.w»   „, 

^iniiiuMiuiirjHv^:=^£^====-::"i-;i:i:;!T;:^^r.!i^;!!^BI 


Client  Proj.  ID:  21  st  Century  Academy 
Lab  Proj.  ID:  9706754 


Sampled:  08/13/97 
Received:  08/13/97  1 
Analyzed,  see  below  % 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  No-  9708754-15 
Sample  Desc  :  LIQUID,  15 

UESB0 

mg/L 

08/19/87 

0.0050 

0.022 

S 

Lab  No*  9708754-16 
Sample  Desc ;  UQU1D,16 

Lead 

mg/L 

08/19/97 

0.0050 

0.069 

/s 

lab  No-  Q7nft7tv4-17 

Sample  Desc :  LIQUID,  17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-18 
Sample  Desc :  UQUID,18 

Lead 

mg/L 

08/19/97 

0.0050 

0.0084 

Lab  No:  9708754-19 
Sample  Desc :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0.0050 

0.074 

Lab  No:  9708754-20 
Sample  Desc :  UQUID.20 

Lead 

mg/L 

08/19/97 

0.0050 

0.010 

Lab  No:  9708754-21 
Sample  Desc :  UQUID,21  (Blank) 

Lead 

mg/L 

08/19/97 

0.0050 

NO. 

alytes  reported  as  N.D.  were  not  present  above  the  stated  irmrt  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
;  'roject  Manager 


Pago: 


08/21/97    11:20         TX/RX  NO. 9131  P. 004 


AUG.  21.  199'  1  j :19AM  5049     F.  5/6 

/T\  Sequoia 
Analytical 


6*0  Chesapeake  Drive  Redwood  Gty.  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wgct  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5I0)  988.9673 

B)9  Striker  Avenue,  Suite  8     Sacramento,  CA  95B34  (916)  911.9600         FAX  (916)  921-0100 


$SFUSD 

1 1551  New  comb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


Client  Proj.  ID:  21  gt  Century  Academy 
Lab  Proj.  ID:  9708754 


Attention:     Bruce  Glannlnl 


S.HIIIIHIIIII 

Sampled:  08/13/97  I 

Received:  08/13/97  |jj 

Analyzed:  see  below  § 

N 

ted:  08/21  /97  1 

 J.     J    ^  imiiiilllll 


LABORATORY  ANALYSIS 


Anetyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708754-22 
Sample  Desc  :  LIQUID,8  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-23 
Sample  Desc :  U0UID,17  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-24 
Sample  Desc :  UQUID.19  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

0.074 

toarytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


4 


08/21/97    11:20         TX/RX  NO. 9131         P. 005 


SEP.  3.  199'    5:03AM  NO.  5460     P.  6/' 

-   ~  Analytical 


SPflllOia  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  36+-96O0         FAX  (650)  3*1-9253 

"        I  404  N.  Wlgcl  Une  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  <9l6)  931-9600  FAX  (916)  92 1-0100 


IS  SFUSD 

;  1551  Newcomb  Ave..  Rm.  103 
!  San  Francisco,  CA  94124 
In 

Attention:     Bruce  Giannini 

ttM  ti&uiufi  t  til  iniini  i  wj  1 1  mu  1 111  taimumj  nnnBia«Bftmniiimt  m  iiwti  i  liunt 


Citent  Proj.  ID:  21st  Century 
Lab  Proj.  ID:  9709F1 1 


Sampled:  08/29/97 
Received:  08/29/97 
Analyzed,  see  below 


_____  Reported:  09/03/97 

_pjjjj>!jijj< 1    ii!  ij  >■•'  ■hwBW^SBBBgagi^MiajiMi^ 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-01 

Sample  Desc :  UQUlD,2lst  Century  2-1 

it  Lead 

mg/L 

09/02/97 

0.0050 

0.023 

Lab  No:  9708F11-02 

Sample  Desc  :  UQUID,2lst  Century  2-2 

g  Lead 

mg/L 

09/02/97 

0.0050 

0.0093 

Lab  No:  9708F11-03 

Sample  Desc :  LlQUID,2lst  Century  2-3 

>  fa  Lead 

mg/L 

09/02/97 

O.O050 

0.011 

Lab  No:  9708F11-04 

Sample  Desc  :  LIQUID, 21  st  Century  2-4 

ug  Lead 

mg/L 

09/02/97 

0.0050 

0.0095 

Lab  No:  9708F11-05 

Sample  Desc :  LIQUlD,21st  Century  2-S 

5A  Lead 

mg/L 

09/02/97 

0.0050 

0.0090 

Lab  No:         9708F 11-06 

Sample  Desc :  LlQulD,2lst  Century  2-6 

mg/L 

09/02/97 

0.0050 

0.0061 

Lab  No:  9708F11-07 

Sample  Desc :  LIQUIDS  1st  Century  2-7 

\oh  Lead 

mg/L 

09/02/97 

0.0050 

0.055 

AnaJytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


'Lit  ^Tl&m 


Sheila  Flynn 
i  Project  Manager 


Paoe: 


1 


09/03/97  09:03 


TX/RX  NO. 9367  P. 006 


SEP.  3.  1997   3:03AM  SO.  546G     F.  V 

"""""""  Analytical 


^fflllOia  680  ChesstHuke  Dnvc  Redwood  Qty.  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

T.  404  N.  Wia«  L»ne  Walnui  Creek,  CA  94598       (5l0)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (916)  92J-96O0        FAX  (9l6)  921-0100 


m SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 


I  Attention:     Bruce  Giannini 

1 1 1-  .i :  1 1 1  in  mwanwiMiwy  in  ^irn>rrii^l^|»iijiij^lfii^3i^il5S 


Client  Proj.  ID:  21  st  Century 
Lab  Proj.  ID:  9708F11 


::KunmminimLWiiiuniuiiiiimimM!!iu!ivj!U!u 


i.'iiiiiilmliiulU 


Sampled:  OB/29/97  g 
Received:  08/29/97  yj 
Analyzed:  see  below  in 

iii 

Reported:  09/03/97  | 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F11-08 

Sample  Desc  :  UQUID,2ist  Century  2-8 

loS>  Lead 

mg/L 

09/02/97 

0.0050 

0.027 

Lab  No:  9708F11-09 

Sample  Desc  :  LIQUID,  2 1st  Century  2-9 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:         9708F 11-10 

Sample  Desc  :  LIOUID,2ist  Century  2-9  Duplicate 

<^A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

UbNo:  9708F11-11 

Sample  Desc  :  LIQUID,21st  Century  2-10 

q£)  Lead 

mg/L 

09/02/97 

0-0050 

0.0069 

Lab  No;  9708F11-12 

Sample  Desc  ;  LlQUID,21st  Century  2-11 

Lead 

mg/L 

09/02/97 

0.0050 

0.064 

UbNo:  9708F11-13 

Sample  Desc :  LlQuiD,21st  Century  2-12 

I0&  Lead 

mg/L 

09/02/97 

0.0050 

0.019 

Lab  No:  9708F11-14 

Sample  Desc :  UQUID,2ist  Century  2-13 

\%h  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

f) 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 007 


SEP.  3.  1  997   5:03AM  5460     F-  8/1? 

/T\         Conlin;a  680  Chesapeake  Drive  Redwood  Qty,  CA  94063  (650)  364-9600  RAX  (650)  364-923$ 

f    k\        JCLjUUla  404  NWiget  Lane  Walnut  Creek.  CA  94598  (510)988.9600  ffiX  (510)  988-9673 

i->3^f  Analytical  ■,9Strik" a™**."*"  susa™**. ca  ssss*  <»i6)  9h.»6oo  fax ouj 911-0100 


=  L::::::-:-   •  'JII'IIIIII|I(|H^^, 


;;^^-r^^iiiimuiii>5iajg-;.,.ii,        '■^iiui»iiiiii;i;:EH:;  ;is= 

fSFUSD  '  ' *   

S|  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 
1 

jjj  Attention;      Bruce  Giannini 

ILj.:-,t  -  •  -  :  •  -  •:•     •    ,  :;n.i....^-i..-.~v:^  .:;iij|!im;ii, 

 hi   eigagasssai!  immmm  i 


Client  Proj.  ID:  21st  Century 
LabProj.  ID:  9708F11 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Lab  No:  9708F11-15 

Sample  Desc  ;  UQUID,21st  Century  2-14 


Lead 


mg/L 


09/02/97 


Lab  NO:  9708F11-16 

Sample  Desc  :  LIQUID, 21  si  Century  2-1 5 


\6A 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-17 

Sample  Desc  .  LIQUID, 2 1st  Century  2-16 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-18 

Sample  Desc :  LIQUID, 21st  Century  2-17 


112A 


Lead 


mg/L 


09/02/97 


UbNO.  9708F11-19 
Sample  Desc :  LIQUID,21st  Century  2-18 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-20 

Sample  Desc  :  LIQUlD,2ist  Century  2-19 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-21 

Sample  Desc :  LIQUID. 21st  Century  2-19  Duplicat 

A*  Lead 


mg/L 


09/02/97 


Detection 
Limit 


Sampled:  08/29/97  1 
Received:  08/29/97  1 
Analyzed:  see  below  | 


Reported:  09/03/97  !? 

annmnilliiiasiiE.  ,  huhhiiskssss 


00050 


0.0050 


0.0050 


0-0050 


0.0050 


0.0050 


0.0050 


Sample 
Results 


N.D. 


0.015 


0.011 


0.025 


0.019 


0.013 


0.012 


t  1^ 

ft 


17^ 


i 


D 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page. 


09/03/97  09:03 


TX/RX  NO. 9367  P. 008 


SEP.  3.  199'    8:04AM  SC.  5460     F.  9/ 

G>  A  ,  .  , 

Analytical 


S^niinia  «°  Chesapeake  Drive         Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

^VV1  404  N.  VUget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  SuiteB    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  931-0100 


1 1551  Newcomb  Ave.,  Rm.  103 
i:i  San  Francisco,  CA  94124 

H 

|,Attgntion: 

-  :        -  _-irr:=--ui  i~ 


Bruce  Giannini 

-•'"■"■""iaiiBimwuiiiiiiii 
limiUliililllllLimiD.u-inn 


Client  PropD:    21  st  Century 
Lab  Proj.  ID.  9708F1 1 

~" '"  i  iiiill'iiiiilBll||||iTlllll^"'i;!i''*"i,;5i^g 

LABORATORY  ANALYSIS 


Sampled:  08/29/97  Hi 
Received:  08/29/97  | 
Analyzed:  see  below  £ 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F11-22 

Sample  Desc  :  UQUID,21st  Century  2-20 

\°[£>  Lead 

mg/L 

09/02/87 

0.0050 

0.0093 

Lab  No:  9708F11-23 

Sample  Desc  :  UQUID,2lst  Century  2-21 

%0  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F11-24 

Sample  Desc  :  UQUID,2ist  Century  2-22 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  .  97Q8F11-25 

Sample  Desc :  LIQUID,2 1st  Century  2-22  Duplicat 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:          9708F 11-26 
Sample  Desc :  LIQUID, Blank 

<Q\s  Lead 

mg/L 

09/02/97 

00050 

N.D, 

Analytea  reported  aa  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     FLAP  #1210 


Page:  4 


09/03/97    09:03         TX/RX  NO. 9367         P. 009 


SEP.  1  9.  1  997   4:1  2PM 

/TN  Sequoia 
Analytical 


NO. 

6BO  Chesapeake  Drive  Redwood  City,  CA  94063      1650)  364-9600 

404  N.  Wiget  Line  Wjlnui  Creek,  CA  94598       (510)  988-9600 

819  Striker  Avenue,  Suite*    Sacramento,  CA  95834         (916)  921-9600 


P.  2/15 


FAX  (650)  364-9233 
FAX  (510)988-9673 
FAX  (916)921-0100 


|^ii¥™MlB^!- -  BE  'T-iggggfflB.il  ll  yJLi,         ?  == ' *        •  '.IWIHIWI,,!.— 

j SFUSD 

»  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

|  Attention:     Bruce  Gtannini 

miiiwii  i  s~" 

EmPe 


Client  Pro).  ID:  21  st  Century  Academy 
Lab  Proj.  ID:  9709818 


Sampled:  09/16/97 
Received:  09/16/97 
Analyzed:  see  below  |j! 

.Reported:  09/19/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709818-01 

Sample  Desc  :  UOUID,21st  Century  3-1 

mn  /I 

mg/L 

09 /1 9/97 

0  0050 

nd 

1  ItVJ. 

Lab  No:  9709818-02 

Sample  Desc  :  UQUlD,2ist  Century  3-2 

Lead 

mn  /I 

0  0050 

N.D. 

Lab  No  •  9709818-03 

Sample  Desc  :  LiQUID,21st  Century  3-3 

Lead 

mg/L 

09/19/97 

0  0050 

N.D. 

Lab  No:  9709818-04 

Sample  Desc  :  LIQU)D,2lst  Century  3-4 

Lead 

mg/L 

09/19/97 

0.O0S0 

0.038 

Lab  No:  9709818-05 

Sample  Desc  :  LlQU1D,21st  Century  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.022 

Lab  No:  9709818-06 

Sample  Desc :  LIQUlD,21st  Century  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

0.040 

Lab  No:  9709818-07 

Sample  Desc :  UQUID,2lst  Century  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


09/19/97  17:14 


TX/RX  NO. 9808 


P. 002 


"SEP.  19.  199-    4:13PM  NO.  6172     F.  3/15 

Sequoia 
Analytical 


^  l^V         Qpmini^  680  Ches*p«ake  Drive         Rjedwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-91J3 

f     §  J       JC^UUia  404  N.  L»«e  Waliwi  Oetk,  CA  94598       (510)988-9600         FAX  (510)  9SS-9673 

a  1  .  :  1  (^Striker  Avert,*,  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


i5  SFUSD 

H  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

I 

iiAttention:     Bruce  Glannini 

'CisSii^- = =  -  ;;ii:^!,:!^!|i:,riM;i.lMii::;- ; 


Client  Proj.  ID.  21  st  Century  Academy 
LabProj.  ID:  9709818 


IBS'  i  iHiiiS 
Sampled;  09/16/97  I 
Received:  09/16/97  1 
Analyzed:  see  below  jjj 

Reported:  09/19/97  i 

^^^^'ISHIiiiiSBlii 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709818-08 

Sample  Desc  :  UQU!D,2ist  Century  3-8 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Lab  No:  9709818-09 

Sample  Desc  :  LlQUID,2lst  Century  3-9 

Lead 

rng/L 

09/19/97 

0.0050 

0.057 

Lab  No:  9709818-10 

Sample  Desc  :  LIQUID,  21st  Century  3-10 

Lead 

mg/L 

09/19/97 

0.0050 

0.024 

Lab  No:  9709818-11 

Sample  Desc  ;  UQUID,2lst  Century  3-10  dup 

Lead 

mg/L 

09/19/B7 

0.0050 

0.023 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


Page:  2 


09/19/97    17:14         TX/RX  NO. 9808         P. 003 


SEP.  11  1997   4:  13PM 


NO.  e: 


p. 


1/  i  -J 


luoia 


Se<i' 

~  Analytical 


680  Chesapeake  Drive 

404  N.  Wiget  Lane 

419  Striker  Avenue,  Suite  8 


Redwood  City,  CA  940(53 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95B34 


(650)  364.9600 
(510)  968.9600 
(916)  921-9600 


FAX  (650)  364-9333 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


g SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

i 

Attention.     Bruce  Giannlni 


Client  ProJ.  ID:    21  st  Century  Academy 
Lab  Pro].  ID:  9709618 

unows  as  ill  niiniinin  s^^^b 


Sampled: 
Received:  09/16/97  f£ 
Analyzed:  see  below  I 

!!! 

Reported:  09/19/97  J 


UllNIIHnillilMii! 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709818-12 
Sample  Desc  :  LIQUID, Blank 

Lead 


mg/L 


09/19/97 


0.0050 


NO. 


Analytos  reported  as  N.D.  were  not  presem  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 004 


DEC.  5.  199' 


NO.  9373  F.  2 

C     -«A'a                  680  Ovsapwke  Drive          Redwood  City,  CA  94063      (<S50)  964-9600  FAX  (650)  $64-9233 

OCQUOia                 404  N.  Wiget  Lane              Wjlnut  deck,  CA  94598       (510)988-9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95B34         (916)951-9600  FAX  (916)  921-0100 


Analytical 


.!!._=-.-.  ,ii'iii^-,4   -  „m„iiii":  :  ;::  :b=  ==^nr.mUi^i—=S:^miilliiir,: 


*MMi«!K«aiassii:siisiBiiim; 


§ SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


Client  Proj.  ID.  21st  Century  Academy 
Lab  Proj.  ID:  9710E45 


II 


Attention:     Bruce  Granninl 


•   I'Hl'., 

.M.IIliK. . 


.ijiiiiii!!;;; 


Sampled:  10/23/97  I 
Received:  10/24/97  * 
Analyzed:  see  below 

Reported:  10/30/97  I 

;ii  II''  !..:  ...  :-- ^  ii!i-!= —  


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

1  ah  kin-  Q7inPA^J^1 

Sample  Desc :  UQUiD,10-A 

Lead 

mg/L 

10/28/97 

0.0050 

0.027 

LdU  1NU.              HI  \  UC*0  Vi 

Sample  Desc  :  LIQUID, 10-B 

Lead 

mg/L 

10/26/97 

0-0050 

0.023 

LSD  NO-             w/ 1Ut4b-Uo 

Sample  Desc :  LIQUID,  13-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  9710E45-04 
Sample  Desc  :  LIQUID,  13-B 

Lead 

mg/L 

10/29/97 

00050 

N.D. 

Lab  No:  9710E45-05 
Sample  Desc  :  LIQUID,  15-A 

Lead 

mg/L 

10/28/97 

0.0050 

0.010 

Lab  No:  9710E45^06 
Sample  Desc  :  LIQUID,  15-B 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Ub  No:  9710E46-07 
Sample  Desc  :  LIQUID,  16-A 

Lead 

mg/L 

10/2B/97 

O.O050 

0.018 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limrt  ol  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manage/ 


Page: 


12/05/97    17:09         TX/RX  NO. 1282         P. 002  ■ 


DEC.  5.  1997    5:09PM  m-  9373  p- 


£k\  Sequoia 
"  Analytical 


680  Chesapeake  Drive  R«iwe.0<J  City,  CA  94063       (650)  364-9600         FAX  (650)  304-9233 

404  M.  Wiget  Lane  Walnut  Creek.  CA  9459B       (510)  988-9600         FAX  (510)  988.9673 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834         (916)  92 1 -9600         FAX  (916)  921*0100 


f  SFUSD 

j=  1551  NewcombAve.,  Rm.  103 
jjj  San  Francisco,  CA  941 24 


y.HiMliiS55i=3isa»i;ii.llM=-.--r:LH-i-.:i,i:;..':       ■■    •.•  ,„,i  ••.  .  :::::::,:;Uiiiiii!'--^^:::i:::,iiil 

Client  Proj.  ID;     21st  Century  Academy  Sampled:  10/23/97  i 

Received:  10/24/97  I 

Lab  Proj.  ID:  9710E45  Analyzed:  see  below  j|j 


:  Attention:     Bruce  Giannini 


  Reported.  10/30/97  jii 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Nn-  Q7inF45-nfl 
Sample  Desc  :  LIQUID, 16-B 

Lead 

mg/L 

10/28/97 

0.0050 

0.032 

Lah  Nrv  Q?mF4^.nQ 
Sample  Desc  :  LIQUID,  19-A 

Lead 

mg/L 

-t  A  inn  Ja4 

10/28/97 

0.0050 

0.011 

LSD  l\J£>-  y/7Ut*K)-1U 

Sample  Desc :  LIQUID,  19-A  Duplicate 

Lead 

mg/L 

10/28/97 

0.0050 

0.011 

Lab  No:  9710E45-11 
Sample  Desc  :  LIQUID,  19-B 

Lead 

mg/L 

10/29/97 

0.0050 

0.0088 

Lab  No.  9710E45-12 
Sample  Desc :  UQUID.10-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.022 

Lab  No;  9710E45-13 
Sample  Desc  :  LIQUID,  13-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0067 

Lab  No:  9710E45-14 
Sample  Desc  :  LIQUID,  15-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.028 

Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


12/05/97    17:09         TX/RX  NO. 1282         P. 003 


PEC.  5.  1  997   5 :  G9FM 


KG.  9373     P.  4 


^^^^y         Q<amir»i^l  6*0  Cfcraapeake  CMw*  Redwood  Ciy.  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

f   k  _\       ^CtJUUIa  404  N.  Wiget  Lane  Walnut  Creek.  CA  94S9S      (510)988.9600        FAX  (510)  9BB.9673 

*^<w^f    ^        tytJ     3.1  819  Striker  Avenue,  Suite  8    Sacramento.  CA  95834  (91*)  921-9600         FAX  (916)  921-0100 


SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 

II  San  Francisco,  CA  941 24 

■ 

HI  Attention:     Bruce  Giannini 


Client  Proj.  ID:  21  st  Century  Academy 
Lab  Proj.  ID:  9710E45 

,;;,jj|jjjj"IM        "  ~  ~^iM''''":'  'rT:H^F~~3inffl 


.illlllB  .  'illll 


Sampled:  10/23/97 
Received;  10/24/97  ili 
Analyzed:  see  below  !|! 

in 

Reported:  10/30/97  1 

::.  >ii;ii;;;:i  ••  • ;  

:::::::"::::::iinnil  ■■■  --■  -■  ";::iimil»»  


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E45-15 
Sample  Desc  :  LIQUID,  16-C 

Lead 

mg/L 

10/29/97 

O.O050 

0.044 

Lab  No:  9710E45-16 
Sample  Desc  :  LIQUID, 19-C 

Lead 

rng/L 

10/29/97 

0.0050 

0.010 

Lab  No:  9710E45-17 

Sample  Desc  :  LIQUID,  19-C  Duplicate 

Lead 

mg/L 

10/29/97 

o.ooso 

0.010 

Lab  No:  9710E45-18 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

10/29/97 

0.0050 

N.D, 

Analytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Pags: 


12/05/97  17:09 


TX/RX  NO. 1282  P. 004 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    48  02  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/27/97 

San  FrancisCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 
ROOM  2 
FIRST  C 

1 

48023-01 

UNKING  FOUNTAIN 
02 

•RAW 

2.8 

1.0 

Client 
Micro 

SINK  Ol 
ROOM  2 
FIRST  C 

2 

48023-02 

UNKING  FOUNTAIN 

04A 

•RAW 

2.3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  t 

3 

48023-03 

UNKING  FOUNTAIN 
06 

•RAW 

2.5 

1.0 

Client 
Micro 

SINKD 
ROOM  21 
FIRST  I 

4 

48023-04 

LINKING  FOUNTAIN 
2 

)RAW 

1.9 

1.0 

Client 
Micro 

SINKD 

room: 

FIRST  1 

5 

48023-05 

RINKING  FOUNTAIN 
£14 

3  RAW 

1.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leadj^atysisj^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  023 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/27/97 
San  Francisco,  CA  94124 


Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

6 

48023-06 

UNKING  FOUNTAIN 

16 

(RAW 

2.9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

7 

48023-07 

UNKING  FOUNTAIN 
18 

•RAW 

3.4 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  [ 

8 

48023-08 

UNKING  FOUNTAIN 

17 

>RAW 

3.2 

1.0 

Client 
Micro 

SINKD 

room: 

FIRST  t 

9 

48023-09 

LINKING  FOUNTAIN 

MS 

)RAW 

3.1 

1.0 

Client 
Micro 

SINKD 

room: 

FIRST  1 

1  0 

48023-10 

FUNKING  FOUNTAIN 
E13 

>RAW 

2.4 

1.0 

Technical  Supervisor: 

Farid  R^rr 


9/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tea^-ax^lysi^  in  'banking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALAMO  ES 


Micro  Log  In    4  8  023 
Total  Samples  25 
Date  Sampled  8/27/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Df 
ROOM  2 
FIRST  C 

1  1 

48023-1 1 

(INKING  FOUNTAIN 
11 

(RAW 

1  .9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  2 

48023-12 

UNKING  FOUNTAIN 
07 

•RAW 

3.3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  [ 

1  9 

48023-13 

LINKING  FOUNTAIN 
02 

)RAW 

2.6 

1.0 

Client 
Micro 

SINKD 
ROOM ' 
FIRST  I 

20 

48023-14 

RINK1NG  FOUNTAIN 
06 

5RAW 

4.9 

1.0 

Client 
Micro 

SINKD 
OFFICE 
FIRST 

21 

48023-15 

RINKING  FOUNTAIN 
.  (WORK  AREA) 
DRAW 

2.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  RamezaQzadeiVMtS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ead-a^lysisSft^drjnfeing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  023 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/27/97 

San  Francisco,  CA  94124  _  ,  _ 

Date  Received  8/30/9  7 

Date  Analyzed  8/30/9  7 


Defection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 
ROOM  1 
FIRST  C 

22 

48023-16 

UNKING  FOUNTAIN 
10 

•RAW 

7.6 

1.0 

Client 
Micro 

SINK  DF 
ROOM  1 
FIRST  C 

24 

48023-17 

UNKING  FOUNTAIN 

13A 

•RAW 

7.7 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  C 

26 

48023-18 

UNKING  FOUNTAIN 
11 

>RAW 

6.0 

1.0 

Client 
Micro 

SINKD 
ROOM  1 
FIRST  [ 

27 

48023-19 

UNKING  FOUNTAIN 
07 

)RAW 

3.5 

1.0 

Client 
Micro 

SINKD 
ROOM 
FIRST  1 

28 

48023-20 

FUNKING  FOUNTAIN 
103  LIBRARY 
>RAW 

1 .5 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^td-anatysisjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  023 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/27/97 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

30 

Micro  48023-21 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 
FIRST  DRAW 

34.0 

1.0 

Client 

3  1 

Micro 

48023-22 

2.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (3) 
PLAYGROUND  SOUTH  END  (CENTER 
FIXTURE) 
FIRST  DRAW 

Client 

32 

Micro 

48023-23 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (4) 
PLAYGROUND  NORTH  END  (FIXTURE  #2 
FROM  LEFT) 
FIRST  DRAW 

6.3 

Client 

33 

Micro 

48023-24 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  101 D  (EXT.  STORAGE) 
FIRST  DRAW 

2.1 

Client 

34 

Micro  48023-25 

FIELD  BLANK 

<      1 .0 

1.0 

{]([ 

Technical  Supervisor    y  — 9/6/97  Analyst:   !!5  

Farid  Rameza^aaeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d-^nalysis-ir^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


II 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  043 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/4/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP*>) 


Client 
Micro 

SINK  Ft 
ROOM  2 
FIRST  C 

1  4 

48043-01 

iUCET 
05 

>RAW 

6.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  5 

48043-02 

UNKING  FOUNTAIN 

03A 

(RAW 

1  .6 

1.0 

Client 
Micro 

SINK  Dl 
ROOMS 
FIRST  [ 

1  6 

48043-03 

LINKING  FOUNTAIN 
01 

)RAW 

2.2 

1.0 

Client 
Micro 

SINK  Fi 
SR-2;  K 
FIRST  t 

1  7 

48043-04 
MICET 

ITCHEN  OFF  AUDITORIUM 
)RAW 

11.4 

1.0 

Client 
Micro 

DRINKI 
AUDITC 
FIRST  1 

1  8 

48043-05 

NG  FOUNTAIN 

)RIUM 

JRAW 

2.4 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  iri idrmWing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8826 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  Francisco,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
1  ST  DRj 
INITIAL 

1 

48826-01 

<iG  FOUNTAIN 
IW  C-91 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
1ST  FLC 
INITIAL 

2 

48826-02 

FOUNTAIN 
)OR  C-90  (CENTER) 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
BASEM 
INITIAL 

3 

48826-03 

NG  FOUNTAIN 
ENT  LEVEL  C-90 
SCREENING 

2.1 

1.0 

Client 
Micro 

DRINKI 
EXT.  Y/ 
INITIAL 

4 

48826-04 

NG  FOUNTAIN 

iRD  1ST  FLOOR  LEVEL  (N) 

SCREENING 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
1STFL< 
INITIAL 

5 

48826-05 

NG  FOUNTAIN 
DOR  C-92  CORRIDOR 
SCREENING 

<  1.0 

1.0 

Technical  Supervisor:  Jl 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foKjead  ^qalysIsTrr" drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^#WS7.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    48  82  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 
San  Francisco,  CA  94124 


Date  Received  9/24/97 
Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<  1.0 

1.0 

Micro  48826-06 

DRINKING  FOUNTAIN 

239  BOY'S  LOCKER  ROOM  (WEST) 

INITIAL  SCREENING 

Client 

7 

<      1 .0 

1.0 

Micro  48826-07 

DRINKING  FOUNTAIN 

239  BOY'S  LOCKER  ROOM  (EAST) 

INITIAL  SCREENING 

Client 

8 

<      1 .0 

1.0 

Micro  48826-08 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  C-91 

INITIAL  SCREENING 

Client 

9 

1.3 

1.0 

Micro  48826-09 

DRINKING  FLOOR 

2ND  FLOOR  CORRIDOR  C-90  (N) 

INITIAL  SCREENING 

Client 

1  0 

<  1.0 

1.0 

Micro  48826-10 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  C-90  (SOUTH) 

INITIAL  SCREENING 

Technical  Supervisor: 


zanz; 


9/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacKanafycjsin^lrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifibate-Wf1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4882  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  FranciSCO,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINK) 
2ND  FL( 
INITIAL 

1  1 

48826-11 

MG  FOUNTAIN 
DOR  C-95 
SCREENING 

19.9 

1.0 

Client 
Micro 

DRINKI 
3RD  FL( 
INITIAL 

1  2 

48826-12 

■JG  FOUNTAIN 
X)R  C-91 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
INITIAL 

1  3 

48826-13 

■4G  FOUNTAIN 
DOR  C-90,  NORTH 
SCREENING 

1 .0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
INITIAL 

1  4 

48826-14 

HG  FOUNTAIN 
DOR  C-90,  SOUTH 
SCREENING 

<      1  .0 

1.0 

Client 
Micro 

BLANK 

1  5 

48826-15 

<      1 .0 

1.0 

r:    3  — ~v  ~^ 


Technical  Supervisor:     ypa^  ^-^^A^      -"9/25/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  fonead^^alys^irNdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1637: — Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Frc 


f  ^Pfllinia  680  Chesapcike  Drive  Redwood  City,  CA  94063      (650)  364.9600         FAX  (650)  364-9233 

i    m    \       JCIJUVW  404  M.  Wgec  Une  WMmk  Creek,  CA  94598      (510)  988-9600        FAX  (510)  988-9673 

<If    AnfllytiCftl  8l9SrrikcrA»et>jer  SyiteS    Sicr»mcmo.  CA  95834         (916)  911-9600         FAX  (916)  91kO«00 


^■gg^lMIIIMBMlMIUII^^  

|  SFUSD  Qlent  Proj.  ID:  Alvarado 
1 1551  NewcombAve.,  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708C97 


ntfiitiiiiiiiiiuiiiMiiiiiinug 


i  Attention:      Bruce  Glannlni 

ani'iymiiiui™ 
■nun 


saeas 


Sampled:  08/24/97  I 
Received:  08/25/97  jl 
Analyzed:  see  below  § 

Reported:  08/29/97  i 

CMWIIWHIMimilBHi iii-ggs-BBaiiiiliiiainir. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C97-01 
Sample  Desc .  UQUlD^AIvarado  1 

Lead 

ma/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-02 

Sample  Desc :  UQUID.AIvarado  1  Duplicate 

Lead 

ma/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-03 
Sample  Desc  :  UQUID^Ivarado  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-04 
Sample  Desc :  LIQUID.AIvarado  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-4J5 
Sample  Desc :  LIQUID.AJvarado  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-06 
Sample  Desc :  UQUID^AIvarado  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-07 
Sample  Desc :  UQUID,Alvarado  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analyfe$  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Managei 


P«9e: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 002 


SEP.  2.  1997  12: 22PM  NO.  542?    F.  3/2: 


fk\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  $4063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wlget  Lane  Walnut  C«ek.  CA  94598       (510)  9B8-9600         FAX  (510)  988-9673 

8t9  Striker  Avenue,  Suite  8    S*cr»itwntO,  CA  95834  (9l«)  921-9600         FAX  (916)  921-0100 


iiiitHWMMMWiiiBran; 
nnfiiriMiBiii  i  ^ —  ~  ~  ~ 

|  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
!!!  San  Francisco,  CA  94124 

in 

HI 

1  Attention:     Bruce  Glannini 

--,iiii,.;n,,r,i^^aa===H;i-i^i:rr:;:^~^^OT!(lu 


Client  Proj.  ID:  Alvarado 


Lab  Proj.  ID:  9708C97 


Sampled:  08/24/97  1 
Received:  08/25/97  S! 
Analyzed:  see  below  | 


unmiHiinmui 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BC97-OB 
Sample  Desc  :  LIQUID, Alvarado  7 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708C97-09 
Sample  Desc :  UQUID,Atvarado  e 


Lead 


mg/L 


08/28/97 


0.0050 


0.044 


Analytee  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection . 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


09/02/97    13:23         TX/RX  NO. 9346         P. 003 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7497 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Date  Sampled  8/16/97 

San  Francisco.  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

Micro 

47497-01 

2.1 

1.0 

DRINKING  FOUNTAIN  / 

FRONT  CLASSROOM  BY  FRONT  ENTRANCE 

DOOR 

FIRST  DRAW 

Client 

#2 

Micro 

47497-02 

1.0 

DRINKING  FOUNTAIN  / 
OUTSIDE  SOUTH  SIDE 
OF  THE  PATIO  AREA 
FIRST  DRAW 

1 .7 

Client 

#3 

Micro  47497-03 

SINK  FAUCET 
KITCHEN  AREA  SINK 
FIRST  DRAW 

1 .2 

1.0 

Client 

#4 

Micro  47497-04 

SINK  FAUCET 
CORRIDOR  C-90 
FIRST  DRAW 

21 .3 

1.0 

Client 

#5 

Micro  47497-05 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Farid  Ramezani 


6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  anarysis4h-4iinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


I 

I 
I 
I 

I 


■ 

I 


AUG.  25.  1997  5:14PM 

£7\  Sequoia 
-   ~  Analytical 


680  Ch«w*ke  Drivf 

404  M.  Wiaec  l»«e 

819  Striker  Avenue.  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95854 


1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 

Attgntjori.^   Bruce  Glanninl 

iiiS^MnninmihiHiiJiHiiiiiiiiiJiiiiriiHMiiirrtirm* 


Client  Proj.  ID:  Argonne  E.S. 
Lab  Pro).  ID:  9708A91 


NO.  51' 


P. 


/0' 


(£50)  364-9600 
(510)  988.9600 
(916)  911-9600 


FAX  (650)  364  9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


Sampled:  08/15/97 
Received:  08/21/97  l 
Analyzed:  see  below  g 

u. 

Reported:  08/25/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708A91-01 
Sample  Desc  :  LIQUID,Argonne  1 

Lead 

ma/L 

08/22/97 

00050 

N  D 

Lab  No:  9706A91-02 

Sample  Desc  :  LIQUID^Argonne  1  duplicate 

Lead 

ma/L 

08/22/97 

o  oosn 

IN.  VJ. 

Lab  No:  9708A91-03 
Sample  Desc :  UQUID^Argonne  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-04 
Sample  Desc :  UQUID,Argortne  3 

Lead 

mg/L 

08/22/97 

0.0050 

0.0085 

Lab  No:  9708A91-05 
Sample  Desc :  LlQUID,Argonne  4 

Lead 

mg/L 

OB/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-06 
Sample  Desc :  LIQUID,  Argonne  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  970BA91-07 
Sample  Desc :  UOUID,Argonne  6 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Andytee  reported  as  N.D.  were  not  prase  m  above  the  stated  limit  of  deteolion. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


ijneHa  r-iynn 
Project  Manage 


P*ge; 


08/25/97    16:08         TX/RX  NO. 9188         P. 021 


AUG.  25.  1997  3:14PM 

Sequoia 
Analytical 


680  Chesapeake  Drive 

404  N.  Wgei  Lane 

8 19  Striker  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95854 


NO.  5170  F. 


Li 


(650)  364-9600 
(510)  9BB-9600 
(916)  931-9600 


PAX  (650)  364-92J3 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


===sSllllin^^^^^^B!BllPiiiiil 
HI  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

f^Anention:     Bruce  Giannlni 


Client  Proj.  ID:  Argonne  E.S- 
Lab  Proj.  ID:  9708A91 


UmiHWHiiTili;!^.  ;■ — M^iiSDmmiiigi^^d 

Sampled:  08/15/97  iii 
Received:  06/21/97  1 
Analyzed:  see  below  jjj 

Reported:  08/25/97  1 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9706A91-08 
Sample  Desc :  UQU!D,Argonne  7 


Lead 


mg/L 


08/22/97 


0.0050 


N.D. 


AnaJytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/25/97    16:08         TX/RX  NO. 9188         P. 022 


SEP.  22.  1  997   2 : 24PM  r 

/T\  Sequoia 
~  Analytical 


6*0  Chesapeake  Drive  Redwood  G«y,  CA  9406 J  (6J0)  364-96O0  FAX  (650)  W4-9J33 
404  N.  Wigtt  Lane  Walnut  Creek,  CA  9459B      {510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  6    Sacramento,  CA  95B34         <9i6)  911-9600         FAX  (916)  92I-O1O0 


SFUSD  Client  Proj.  ID:    ArgonneES  Sampled:  09/17/97  i 

s  1551  Newcomb  Ave.,  Rm.  103  Received:  09/17/97  g 

E  San  Franoisco,  CA  94124  Lab  Proj.  ID:  9709987  Analyzed:  see  below  § 


g  Attention:     Bruce  Giannini 


Reported:  09/22/97  | 

 niins  ■  iwiiiiir  ;;.:hiiiiiiii   Tnminimr  -    ill  nfll 


WfuwiHi':::-: 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lao  imo.  yryyyO'HJi 
Sample  Desc :  UQUID.1-1 

Lead 

mg/L 

09/22/97 

0.0050 

a.  i  r> 

N.D. 

Lau  imo.  y/uyyo/-ui: 
Sample  Desc  :  LIQUID, 1-2 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lao  NO.  9rUtXJo/-Uo 

Sample  Desc :  LIQUID,  1-3 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-04 
Sample  Desc :  UQUID,i-4 

Lead 

mg/L 

09/22/97 

0.0050 

O.0052 

Lab  No:  9709987-05 
Sample  Desc :  LIQUID,  1-5 

Lead 

mg/L 

09/22/97 

0  0050 

N.D. 

Lab  No:  9709987-06 
Sample  Desc :  LIQUID,  1-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-07 
Sample  Desc :  LIQU1D.1-7 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  mot  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#12io 


09/22/97    15:26         TX/RX  NO. 9848         P. 002 


SEP.  22.  1997   2:24PM  NO.  6215     F.  3 

Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wiget  Lane  Walnut  Creek.  CA  94598       (5)0)  9B8.9600         FAX  (SiO)  986-9673 

819  Sinker  Avenue,  Suite  8    Sacramento,  O  95834  (916)911-9600         FAX  (916)  911-0100 


:L==^3,:ii!t||il|!lHHIIR4IKIfllllltttUltn 

g SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
IS  San  Francisco,  CA  94124 

s  Attention:     Bruce  Gianninl 


iiriiimnHiiiinns 


Client  Proj.  ID:  Argonne  ES 
LabProj.lD:  9709987 


Sampled:  09/17/97  g 

Received:  09/17/97  | 

Analyzed:  see  below  jji 

Reported:  09/22/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709967-08 
Sample  Desc  :  LIQUID,  1-8 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-09 
Sample  Desc :  LIQUID,1-9 

Lead 

mg/L 

09/22/97 

0.0050 

0.0060 

Lab  No:  97099B7-10 

Sample  Desc :  LIQUID,1-9  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0063 

Lab  No:  9709987-11 
Sample  Desc :  UQUID,1-10 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-12 
Sample  Desc :  LIQUID,  1-11 

Lead 

mg/L 

09/22/97 

0.0050 

0.0057 

Lab  No:  9709987-13 
Sample  Desc :  LIQUID,  1-12 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-14 
Sample  Desc  LIQUID,  1-1 3 

Lead 

mg/L 

09/22/97 

0.0050 

0.044 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#121Q 


Sheila  Flynn 
Project  Manager 


09/22/97  15:26 


TX/RX  NO. 9848         P. 003 


SEP.  22.  1  997    2:25PM  N0'  6215     p-  4 

fk\  Sequoia 
-   ~  Analytical 


680  Ch«»|>«ke  Dm*  Redwood  City.  CA  94063  (650)  364.9600  FAX  (650)  364-9233 
404  N.  Vfigex  Une  Walnut  Creek,  CA  94596       (510)  998-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (9i 6)  921-9600         FAX  (916)  911.0100 


 — ssss^nnmun1 

i SFUSD 
§  1551  Newcomb  Ave.,  Rm.  103 
!»  San  Francisco.  CA  94124 


iimiiiiiramiiiiuiiliiliiinirte-32  


Cileii  Prof.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


!  Attention:     Bruce  Glannlni 


iisiiiiiliaiSi!! 


"Sampled:  09717/97 
Received:  09/17/97  | 
Analyzed:  see  below  jjj 

Reported:  09/22^97B!  j 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709987-15 
Sample  Desc :  LiQUlD,1-14 

Lead 

mg/L 

09/22/97 

0.0050 

0.014 

Lab  No:  9709987-16 
Sample  Desc  :  UQUID,1-15 

Lead 

mg/L 

09/22/97 

0.0050 

0.0054 

Lab  No:  9709987-17 
Sample  Desc :  LIQUID,  1-1 6 

Lead 

mg/L 

09/22/97 

0.0050 

0.0088 

Lab  No:  9709987-18 
Sample  Desc ;  UQUID,1-17 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709987-19 
Sample  Desc :  UQUID.1-16 

Lead 

mg/L 

09/22/97 

0.0050 

0.010 

Lab  No:  9709987-20 

Sample  Desc :  LlQUlD,i-i9 

Lead 

mg/L 

09/22/97 

0.0050 

0.0065 

Lab  No:  9709987-21 

Sample  Desc :  LIQUID,1-19  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0070 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 004 


SEF.  II  1  997   2 : 25FM 

Sequoia 
Analytical 


NO.  6215     F.  5 


680  Chesapeake  Drive  Redwood  Oty,  CA  9*069 

404  N,  Wjget  Lane  Walnut  Creek.  CA  94S98 

1 1 9  Striker  Avenue,  Suite  8    Sacramento,  CA  55834 


(650)  364-9600 
(SIO)  989-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  986-9673 
FAX  (916)  921-0100 


g SFUSD 
1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


=  Attention:     Bruce  Giannini 

E!!!ISI!M11!|,  


l?V''l'IIVlJL'U(Dimnl|]|||ll||||||||||U||||||||||Sli|iGm5 


^mniiiiiiniiiiiiiiiniiiiu!  -;— 


 :  ^;:ii;;i^S[iiiiiiiiiiufi™iiiiiuK;i"s....-._ 

Client  Proj.  ID;     Argonne  FJS 


Lab  Proj.  ID:  9709967 

i5^^:n""'»uiiiiu|i||i||ii|mittli;iiMm»;;:;::::::;^;;^ 
sssi»»Hiii|iiiiilillliyn  


^snnuisiiMMaMMi^A 


"iSEananKHiiiimiiiiiiii 


l^..;nr~  I  liniim— Miillli'wi  '   

Sampled:  09/17/97  | 
Received:  09/17/97  1 
Analyzed:  3ee  below  ijj 

Reported:  09/22/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9709987-22 
Sample  Desc  :  LIQUID,  1-20 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709937-23 
Sample  Desc  :  LlOUID,1-21 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-24 
Sample  Desc :  LIQUID,  1-22 

Lead 

mg/L 

09/22/97 

0.0050 

0.0057 

Lab  NO.  9709987-25 
Sample  Desc  :  LIQUID,  1-23 

Lead 

mg/L 

09/22/97 

0-025 

0.25 

Lab  No:  9709987-26 
Sample  Desc  :  LIQUID, 1-24 

Lead 

mg/L 

09/22/97 

0.0050 

0.0080 

Lab  No:  9709987-27 
Sample  Desc  :  LIQUID,  1-25 

Lead 

mg/L 

09/22/97 

0.0050 

0.0058 

Lab  No:  9709987-28 
Sample  Desc  :  LIQUID,  1-26 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


SheiJa  Flyrin 
Project  Manager 


09/22/97  15:26 


TX/RX  NO. 9848         P. 005 


SEP.  22.  1  997   2:25PM  NO.  6215     P.  6 

Sequoia 
-   ~  Analytical 


680  Chetapcake  Drive  Redwood  City,  CA  94061  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wgel  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (9J6)  921-9600         FAX  (916)  921.0100 


ISFUSD  '  " 

|l  1551  NewcombAve.,  Rm.  103 
S  San  Francisco.  CA  94124 


Client  Proj.  ID:    Argonne  ES 


Lab  Proj.  ID:  9709987 


Attention:      Bruce  Giannlnl 


:•=;;; ;  i'  lniimmiiiiinHiiiiirt 


Sampled:  09/17/97  * 
Received:  09/17/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709987-29 
Sample  Desc :  LIQUID,  1-27 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-30 
Sample  Desc :  LI0UID,1-2B 

Lead 

mg/L 

09/22/97 

0.0050 

0.0O94 

Lab  No:  97099B7-31 
Sample  Desc :  LIQUID,  1-29 

Lead 

mg/L 

09/22/97 

0.0050 

0.0073 

Lab  No:  9709987-32 

Sample  Desc  :  UQUID,l-29  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0068 

Lab  No;  9709987-33 
Sample  Desc :  L)QUID,1-30 

Lead 

mg/L 

09/22/97 

0  0050 

N.D. 

Lab  No:  9709987-34 
Sample  Desc :  LIQUID,1-3i 

Lead 

mg/L 

09/22/97 

0.0050 

0.0055 

Lab  No:  9709987-35 
Sample  Desc :  UQUID.1-32 

Lead 

mg/L 

09/22/97 

0.0050 

0.0075 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 006 


SEP.  22.  1997  2:26PM 

Sequoia 
Analytical 


6)0  Chewpeike  Drive  Redwood  City,  CA  94063 

404  N.  Wiftl  UrrC  Wolnul  Creek,  CA  9459B 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95B34 


NO.  62 


(650)  364.9600 
(510)  988.9600 
(916)  931.9600 


.5    P.  7 

FAX  (650)  364-9233 
FAX  (510)  9B6.9673 
FAX  (916)  921-0100 


lllllltau^ll:     l^.  y.-Sggj 

§  SFUSD ~ 

1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

ffi 

i  Attention:     Bruce  Giannini 


^i-j:iaimiiiinimiinii;;;;;: 

«:iU'r  IlllillililiiiiiinSiiiiii; 


Client  Proj.  ID:  Argonne  ES 
Lab  Pro].  ID:  9709987 


:«..:.|iM.!ULL'iiuiiiiiilillIiiiii;[KT7 


  namsi 

Sampled:  09/17/97  e 
Received:  09/17/97  I 
Analyzed:  see  below  jjj 

Reported:  09/22/97 


sshjmiiiiihi 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709987-36 
Sample  Desc :  LIQUID,  1-33 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No;  97099B7-37 
Sample  Desc  :  LIQUID,  1-34 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  NO:  9709987-38 
Sample  Desc :  LIQUID, 1-35 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987^39 
Sample  Desc  :  LIQUID,  i  36 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  97099B7-40 
Sample  Desc :  LIQUID,  1-37 

Lead 

mg/L 

09/22/97 

0.0050 

0.021 

Lab  No:  9709987^1 

Sample  Desc :  LIQUID.1-37  Duplicate 

Lead 

mg/L 

09/22/97 

0.005O 

0.021 

Lab  No:  9709987-42 
Sample  Desc :  LIQUID, Blank 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97    15:26         TX/RX  NO. 9848         P. 007 


rtd-uo-ao  mu  u/;^y  an 


hflX  NU. 


P.  12/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5253  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Daio sampled  1/31/98 

San  FranciSCO,  CA    94124  Date  Received  2/2/9  8 

Date  Analyzed  2/3/9  8 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppbj 

Limit 
(PPb) 

Comments 

Client 

ARGONNE  13A 

MtaO  52537-01 

SINK  FAUCET 
KIT  •  RES  AMPLE 

1.8 

1.0 

Client 

ARGONNE  13B 

Micro  52537-02 

SINK  FAUCET 
KIT  •  RES  AMPLE 

1.4 

1.0 

Client 

ARGONNE  13C 

MIOD  52537-03 

SINK  FAUCET 
KIT  •  RESAMPLE 

1.2 

1.0 

Client 

ARGONNE  14A 

Micro  52537-04 

SINK  FAUCET 
KIT  •  RESAMPLE 

1.8 

1.0 

Client 

ARGONNE  14B 

Micro  52537-05 

SINK  FAUCET 
KIT  -  RESAMPLE 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  Is  accredited  for  feedjifcaiysls  in  drinking  water  by  the  California  Department  of  Health  Sorvices,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  wilh  Method  3113S  (Standard  Mothods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1892,  American  Public  Health 
Association,  American  Wator  Work*  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  wilh  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  sampta  analyzed.  Unit  explanation:  ppb  ■  pans  por  billion. 


5900  KOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


rttj-ub-ya  jhu  uf.w  m 


FAX  NO. 


P.  13/; 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ARGONNE  CC 


Micro  Log  In    5  2537 
Total  Samples  9 
Date  Sampled  1/31/98 
Date  Received  2/2/98 
Date  Analyzed  2/3/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

ARGONNE 

14C 

Micro  52537-06 

SINK  FAUCET 
Krr-RESAMPLE 

<1.0 

1.0 

Client 

ARGONNE 

23A 

Micro  52537-07 
SINK  FAUCET 

Krr-aos 

9.9 

1.0 

Client 

ARGONNE 

23B 

Micro  52537-08 
SINK  FAUCET 

Kir-aos 

4.8 

1.0 

Client 

ARGONNE 

23C 

Micro  52537-09 

SINK  FAUCET 
KIT -203 

73.0 

2,5 

Technical  Supervisor: 


2/4/98 


Analyst: 


FR 


Mlcro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^anatyaia  In  jtrlnking  water  by  the  California  Department  of  Health  Services,  Envlronmonta  I 
Laboratory  Accreditation  Program  (ELAP),  Conlflcate  #1037.  Samples  aro  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  I  " 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Healtl 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  axcopl  In  full,  with  lh 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  (he  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLI5  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94600  -  (510)  653-0824 


FAX  NO. 


P.  05/16 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  T©,ai  samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sanded  3/24/99 

San  Francisco,  CA  94124  Date  Received  3/25/99 

Oalo  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

1st  dm 

ARGONNE  1A 

<  1 

1 

66564-01 

r,  hilhnry  (Ut  Boor) 
fountain 

Client 

Micro 

Zrtddr* 
drinkinf 

ARGONNE  1B 

1 

1 

66564-02 

Mi  hiltwwy  (1st  floor) 
I  fountain 

Client 
Micro 

1ST  DR 
SINK  F/ 

ARGONNE  2A 

<  1 

1 

66564-03 

*W,  CAFETERIA 
UJCET 

Client 
Micro 

2ND  DR 
SINK  Fi 

ARAGONNE  2B 

<  1 

1 

66564-04 

AW,  CAFETERIA 
MCET 

Client 

ARGONNE  3A 

<  1 

1 

Micro  66564-05 

1ST  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Technical  Supervisor:  AvCL^Lf^JiliQ  9    3/30/99  Analyst:  

Farid  Rameiinzadeh,  M.S.       Data  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  lha  Coiilomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Fumaco  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  Iftth  edition,  1892,  American  Public  Hoalih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopt  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  ■  pans  per  Milton. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B24 


riHK-Ji-ya  wtu  iu:dti  Hn 


FAX  NO. 


Pag*  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


L 

> 

i 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ARGONNE 


Micro  Log  tn  66564 
Total  Samples  3  6 
Date  Sampled  3/24/99 
Dale  Received  3/25/9  9 
Dale  Analyzed  3/30/99 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

ARGONNE  3B 

Micro 

66564-06 

1 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

CUont 

ARGONNE  4A 

Micro 

66564-07 

1 

1ST  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

Client 

ARGONNE  4B 

Micro 

66564-08 

<  1 

1 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Client 

ARGONNE  SA 

Micro 

66564-09 

1ST  DRAW,  HALLWAY  (2ND  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

Client 

ARGONNE  5B 

Micro 

66564-10 

<  1 



1 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Technical  Supervisor; 


Farid  Ramezantadeh,  M.S 


(L  3'3Q/99  Analyst: 


HC 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  In  drinking  water  by  the  Calllomla  Department  of  Health  Services,  Environments 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  li 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Hoallt 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  ir* 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


I 


MAR-31-99  WED  10:39  AM 


FAX  NO. 


P.  07/16 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  TN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  6564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sampled  3/24/99 

San  Francisco,  CA  94124  Data  Received  3/25/99 

Oato  Analyzed  3/30/99 


Detection 

Lead  Concentration                   Limit  Comments 
Client  Sample  ID   (ppb)  (ppb)   


Client 

Micro 
1st  on 

MULTIP 

ARGONNE  6 A 

66564-11 

IW,  HALLWAY  (2ND  FLOOR) 
LE  DRINK  WO  FOUNTAIN 

<  1 

1 

Client  |           ARGONNE  6B 

Micro  66564-12 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

CTient 
Micro 

1STDR 
MULTIP 

ARGONNE  7A 

66564-13 

AW,  HALLWAY  (3RD  FLOOR) 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  OF 
MULTIP 

ARGONNE  7B 

66564-14 

IAW,  HALLWAY  (3RD  FLOOR] 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  DR 
MULTIF 

ARGONNE  8A 

66564-15 

AW,  HALLWAY  (3RD  FLOOR) 
'LE  DRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


3/30/99  Analyst: 


HC 


Dale  Reponod 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  motor  by  iha  California  Department  of  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (£LAP),  Certificate  11037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
aceordanoe  with  Method  311 38  (Standard  Mottiods  lor  the  Examination  of  Water  and  Wastewater,  ISIh  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation),  This  report  must  not  be  reproduced  except  in  fun,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  ■  parte  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FAX  NO. 


P.  08/ 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


i  . 

I 

i 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ARGONNE 


Micro  Log  In    6  6  564 
Total  Samples  3  6 
Dale  Sampled  3/24/99 
Dale  Received  3/25/99 
Date  Analyzed  3/30/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

ARGONNE  8B 

<  1 

1 

Micro  66564-16 

2ND  DRAW,  HALLWAY  (3RD  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Client 
Micro 

1ST  OR 
BINK  Fi 

ARGONNE  9A 

<  1 

1 

66564-17 

HW,  FACULTY  LOUNGE 
UICET 

Client 

ARGONNE  9B 

6 

1 

Micro  66564-18 

2ND  DRAW,  FACULTY  LOUNGE 
SINK  FAUCET 

Client 

ARGONNE  10A 

<  1 

1 

Micro  66564-19 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

Client 

ARGONNE  10B 

<  1 

1 

Micro  66564-20 

2NO  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

Technical  Suppr^r       <\^(UA-X^iJ  9/0     3/30/99       Analyst:   «£. 

l^y  Fartd  Ramez^/zadsh,  M.S.        Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  waler  by  (he  California  Department  ot  Health  Santos,  Environment  ( 
Laboratory  Accreditation  Program  (ELAF*),  Certificate  #1037.  Sample*  are  analyzod  by  Platform  Graphlie  Furnace  Atomic  Absorption  Spedromotry 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  iBth  edition,  1992,  American  public  Hoali 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  tr 
approval  ol  Micro  Analytical  Laboratories,  ma,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  •  (510)  653-0824 


riHK-di-yy  whu  iu: 4U  m 


FAX  NO. 


P.  09/16 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sampled  3/24/99 

San  Francisco,  CA    94124  Date  Received  3/25/99 

Dale  Analyzed  3/30/99 


Detection 

Lead  Concentration                 Limit  Comments 
Client  Sample  ID   (ppb)  (ppb)  


Client 

Micro 

1ST  DRi 
MULT1P 

ARGONNE  11 A 

66564-21 

Mtf,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  PR 
MULT1P 

ARGONNE  11B 

66564-22 

AW,  EXTERIOR  COURTYARD 
LE  OBINKWO  FOUNTAIN 

<  1 

1 

Client)           ARGONNE  12A 

Micro  66564-23 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  DP 
MULTV 

ARGONNE  12B 
66564-24 

IAW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Mod 

1ST  DR 
MULT1T 

ARGONNE  ISA 

66564-25 

AW,  EXTERIOR  COURTYARD 
'LE  DRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


3/30/99  Analyst: 


HC 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  in  drinking  walaf  by  the  California  Department  ol  Health  Sorvlcos,  Environmental 
Laboratory  Accredttalion  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Plairorrn  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1092,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  end  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  psr  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04608  -  (510)  653-0824 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  DaiaSampiod  a/24/99 

San  Francisco,  CA  94124  Daia  Racked  a/25/99 

Date  Analyzed  3/30/99 


Detection 


Lead  Concentration  Limit 
Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

2ND  OR 
MULTIP 

ARGONNE  13B 

66564-26 

AW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  DR 
MULTIP 

ARGONNE  14A 

66564-27 

AW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client  |          ARGONNE  148 

Micro  66564-28 

2ND  DRAW.  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

1STDR 
MULTIP 

ARGONNE  15A 

66564-29 

AW,  EXTERIOR  COURTYARD 
IE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  DP 
MULTIF 

ARGONNE  15B 

66564-30 

AW,  EXTERIOR  COURTYARD 
•LE  DRINKING  FOUNTAIN 

<  1 

1 

J      3/30/99  Analyst: 


HC 


Date  Reported 


Technical  Supervisor:  

Farld  Ramezahkadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  ir 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Hoaltr 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  Ml,  with  the! 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ~  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0924 


riAK-3i-9y  wed  iu=40  am 


FAX  NO. 


P.  11/16 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Dale  Sampled  3/24/99 

San  Francisco,  CA  94124  Date  Received  3/25/99 

Date  Analyzed  3/30/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


ARGONNE  16A 


Micro  66564-31 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 


Client 


ARGONNE  16B 


Micro  66564-32 

2ND  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 


<  1 


<  1 


Client 


ARGONNE  17A 


Micro  66564-33 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 


<  1 


Client 


ARGONNE  17B 


Micro  66564-34 

2ND  DRAW.  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 


Client 


ARGONNE  BL  1 


Micro  66564-35 

PLANK 


Technical  Si.p»n/.Rnr        A\ZCiAjjKxn Jj>    3/30/99       Analyst:   HC  

Farid  RamezarUadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  in  drinking  water  by  the  Calllomia  Department  ol  Health  Service*.  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Plallorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1Bth  odltlon,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  e*»pt  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


i 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.P.U.S.D. 
ARGONNE 


Micro  Log  In  66564 
Total  Samples  36 
Date  Sampled  3/24/99 
Date  Received  3/25/99 
Date  Analyzed  3/30/99 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

ARGONNE  BL2 

Micro 

66564-36 

BLANK 

<  1 

1 

Technical  Supervisor: 


3/3Q/99  Analyst: 


TT 


Date  Reported 


J\pS  Farid  Rama 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  waler  by  the  California  Department  of  Health  Services,  Envlronmen 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  QraphJla  Furnace  Atomic  Absorption  Spectrometry 
accordance  with  Method  31136  (Standard  Methods  for  (he  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Heaia 
Association,  American  Waler  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  f  I 
approval  of  Micro  Analytical  Laborsloriaa,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  <=  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0B24 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/1  7/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

439-1 

Micro  48578-01 

DRINKING  FOUNTAIN 
BUNGALOW  21 
FIRST  DRAW 

20.3 

1.0 

Client 

439-2 

Micro 

48578-02 

1.7 

1.0 

DRINKING  FOUNTAIN 

GYM  BLDG  -  1ST  FLOOR  RM  704 

FIRST  DRAW 

Client 

439-3 

Micro  48578-03 

DRINKING  FOUNTAIN 

GYM  BLDG  -  1ST  FLOOR  -  RM  702 

FIRST  DRAW 

<      1 .0 

1.0 

Client 

439-4 

Micro 

48578-04 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C90B  ACROSS  FROM  RM  108 

FIRST  DRAW 

1.6 

Client 

439-5 

Micro 

48578-05 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C90C  ACROSS  FROM  RM  100 

FIRST  DRAW 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


jaden>M_.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lOTjgad  apttysisJn-dftnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  DateSampied  9/17/97 

San  Francisco,  CA  94124  _    .  . 

'  Date  Received  9/17/97 

Date  Analyzed  9/17/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

439-6 

Micro 

48578-06 

1.7 

1.0 

DRINKING  FOUNTAIN 

EXT.  WALKWAY  -  C90  OUTSIDE  T58A 

FIRST  DRAW 

Client 

439-7 

Micro 

48578-07 

1.0 

MULTI  DRINKING  FOUNTAIN 

EXT.  WALKWAY  -  C90  OUTSIDE  154C 

FIRST  DRAW 

2.5 

Client 

439-8 

Micro 

48578-08 

1.0 

MULTI  DRINKING  FOUNTAIN 
EXT.  WALKWAY  -  C90  OUTSIDE  156 
FIRST  DRAW 

5.3 

Client 

439-9 

Micro 

48578-09 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C90A  OUTSIDE  RM  200 

FIRST  DRAW 

3.3 

Client 

439-10 

Micro 

48578-10 

1 .4 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90A  OUTSIDE  RM  300 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fbUead-J^aTysfb  in  cifinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    4  8578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

439-1 1 

Micro 

48578-1 1 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90  OUTSIDE  RM  309 

FIRST  DRAW 

2.3 

Client 

439-12 

Micro 

48578-12 

1 .7 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  -C92  OUTSIDE  RM  318 

FIRST  DRAW 

Client 

439-13 

Micro 

48578-13 

1.0 

DRINKING  FOUNTAIN 

3RD  LFOOR  -  C92  OUTSIDE  RM  329 

FIRST  DRAW 

7.5 

Client 

439-14 

Micro 

48578-14 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C92  OUTSIDE  RM  229 

FIRST  DRAW 

3.7 

Client 

439-15 

Micro 

48578-15 

1 .5 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C92  OUTSIDE  RM  218 

FIRST  DRAW 

Technical  Supervisor: 


Farid  RamezarizadeVMS. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  armfysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    4  8578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  Francisco,  CA  94124  _  .  _    .   .  _.„',. 

'  Date  Received  9/1  7/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

439-16 

Micro 

48578-16 

<  1.0 

DRINKING  FOUNTAIN 

1  ST  FLOOR  -  C91  OUTSIDE  RM  116 

FIRST  DRAW 

1.0 

Client 

439-17 

Micro 

48578-17 

1.1 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C92  OUTSIDE  RM  T62 

FIRST  DRAW 

Client 

439-18 

Micro 

48578-18 

11.0 

1.0 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  -  C91  OUTSIDE  RM  023 

FIRST  DRAW 

Client 

439-19 

Micro 

48578-19 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  -  C91  OUTSIDE  RM  022 

FIRST  DRAW 

Client 

439-20 

Micro 

BLANK 

48578-20 

<      1  .0 

1.0 

Technical  Supervisor: 


9726/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyses' tn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

439-21 

Micro  48578-21 

SINK  FAUCET 
KITCHEN  FAUCET  158D 
FIRST  DRAW 

1.4 

1.0 

Technical  Supervisor: 


9/26/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iead-adalysts4n  dtiqking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(ppb) 

Comments 

Client 

#  1 

Micro 

47941-01 

1.0 

DRINKING  FOUNTAIN 

RESTROOM  AREA  BY  MAIN  OFFICE 

INITIAL  DRAW 

1 .2 

Client 

#  2 

Micro 

47941-02 

1.0 

DRINKING  FOUNTAIN 
HOME  STUDY  OFFICE 
INITIAL  DRAW 

3.0 

Client 

#  3 

Micro  47941-03 

SINK  FAUCET 

MAIN  OFFICE  SINK  FAUCET 

INITIAL  DRAW 

1.9 

1.0 

Client 

#  4 

Micro 

47941-04 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
SPECIAL  EDUCATION  ROOM 
INITIAL  DRAW 

Client 

#  5 

Micro 

47941-05 

1.0 

DRINKING  FOUNTAIN 

RESTROOM  BY  SPECIAL  ED.  OFFICE 

INITIAL  DRAW 

5.2 

Technical  Supervisor: 


9/6/91 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forleaa  analySw-kuifrnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 
San  Francisco,  CA  94124 


Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
REGUL 
INITIAL 

#  6 

47941-06 

MG  FOUNTAIN 
AR  EDUCATION  OFFICE 
DRAW 

3.5 

1.0 

Client 
Micro 

BLANK 

#  7 

47941-07 

<  1.0 

1.0 

Client 
Micro 

#  8 

47941-08 

1.8 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRYANT  ES 


Micro  Log  in    4748  2 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Df 
RM12  2 
FIRST  C 

1 

47482-01 

UNKING  FOUNTAIN 
ND  FLOOR 
•RAW 

8.1 

1.0 

Client 
Micro 

SINK  Df 
RM11 
FIRST  C 

2 

47482-02 
UNKING  FOUNTAIN 

•RAW 

5.6 

1.0 

Client 
Micro 

SINK  Dl 
RM10 
FIRST  C 

3 

47482-03 
UNKING  FOUNTAIN 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINKD 
RM  9 
FIRST  I 

4 

47482-04 
FUNKING  FOUNTAIN 

)RAW 

6.1 

1.0 

Client 
Micro 

SINKD 
RMS 
FIRST  I 

5 

47482-05 
FUNKING  FOUNTAIN 

DRAW 

5.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  _  ,  _    .   .  0(40<rt, 

Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

6 

4.8 

1.0 

Micro  47482-06 

SINK  DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

Client 

7 

3.5 

1.0 

Micro  47482-07 

SINK  DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

Client 

8 

2.8 

1.0 

Micro  47482-08 

DRINKING  FOUNTAIN 
2ND  FLOOR  CENTER  /  LIBRARY 
RESTRICTED  SPACE  /  FILL  1 "  SHORT 
FIRST  DRAW 

Client 

9 

6.1 

1.0 

Micro  47482-09 

SINK  DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

Client 

1  0 

<  1.0 

1.0 

Micro  47482-10 

SINK  DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRYANT  ES 


Micro  Log  In    4  748  2 
Total  Samples  2  1 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

8.0 

1.0 

Micro  47482-11 

SINK  DRINKING  FOUNTAIN 
RM  2 

FIRST  DRAW 

Client 

1  2 

4.1 

1.0 

Micro  47482-12 

SINK  DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

1  3 

2.8 

1.0 

Micro  47482-13 

SINK  DRINKING  FOUNTAIN 
RM  1 

2ND  FLOOR 
FIRST  DRAW 

Client 

1  4 

9.3 

1.0 

Micro  47482-14 

DRINKING  FOUNTAIN 
MULTI-PURPOSE  RM 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  5 

<  1.0 

1.0 

Micro  47482-15 
SINK  FAUCET 

FOOD  SERVICE  OFFMULTt-PURPOSE  RM 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaSnalysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 1 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 8th  edition,  1 992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES 
San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  7 

Micro 

47482-16 

1 .5 

DRINKING  FOUNTAIN 
CHILD  CARE 
FIRST  DRAW 

1.0 

Client 

1  8 

Micro 

47482-17 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
GIRLS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  9 

Micro 

47482-18 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
BOYS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

20 

Micro  47482-19 

SINK  FAUCET 
FACULTY  LOUNGE 
FIRST  DRAW 

<      1 .0 

1.0 

Client 

21 

Micro  47482-20 

SINK  FAUCET 
NURSES'  OFFICE 
TEAPOT  NOTED 
FIRST  DRAW 

2.4 

1.0 

Micro  Log  In    4748  2 
Total  Samples  2  1 
Date  Sampled   8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Technical  Superviso 


Farid  Ramezahzat 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysIsTin  drinRtng  water  by  the  Caliiomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

22 

Micro 

47482-21 

FIELD  BLANK 

<     1 .0 

1.0 

Technical  Supervisor:         t    *— — \ c      <J%~—  9/6/97  Analyst:   ?2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drifTRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  022 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/23/97 

San  FrancisCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

23 

5.6 

1.0 

Micro  48022-01 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  A 
FIRST  DRAW 

Client 

24 

6.7 

1.0 

Micro  48022-02 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  B 
FIRST  DRAW 

Client 

25 

7.8 

1.0 

Micro  48022-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  -  ENTRY  HALL 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTdrtokihg  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  7484 
Total  Samples  24 
Date  Sampled  8/17/97 
Date  Received  8/18/97 
Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

Micro  47484-01 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

21 .5 

1.0 

Client 

2 

Micro  47484-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

44.4 

1.0 

Client 

3 

Micro 

47484-03 

16.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 -1ST  FLOOR 
FIRST  DRAW 

Client 

4 

Micro 

47484-04 

35.6 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOMl 

FIRST  DRAW 

Client 

5 

Micro  47484-05 

DRINKING  FOUNTAIN 

HALL -1ST  FLOOR  OUTSIDE  ROOM  3 

FIRST  DRAW 

NOTE:  DF  FLOW  RATE  VERY  LOW 
RESTRICTED  SPACE  -  FILL  1/2  IN.  LOW 

28.4 

1.0 

Technical  Supervisor 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drirtlcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6 

Micro 

47484-06 

16.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

Client 

7 

Micro 

47484-07 

27.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8 

Micro 

47484-08 

85.8 

2.9 

SINK  DRINKING  FOUNTAIN 
NURSES'  OFFICE  NEXT  TO  ADMIN. 
FIRST  DRAW 

Client 

9 

Micro  47484-09 

DRINKING  FOUNTAIN 

HALL  1ST  FLOOR  LOWER  LEVEL  OUTSIDE 

RESTROOMS 

FIRST  DRAW 

37.4 

1.0 

Client 

1  0 

Micro 

47484-10 

40.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Technical  Supervisor:    3_  ~b±  \ — — s^'^C— - —  9/8/97   Analyst:   £L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP*>) 


Client 

1  1 

75.9 

2.9 

Micro  47484-11 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  14 
FIRST  DRAW 

Client 

1  2 

45.8 

1.0 

Micro  47484-12 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

Client 

1  3 

35.0 

1.0 

Micro  47484-13 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

1  4 

1  01 

3.3 

Micro  47484-14 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

1  5 

42.4 

1.0 

Micro  47484-15 

DRINKING  FOUNTAIN 
HALL  2ND  FLOOR  EAST  END 
FIRST  DRAW 

7 


Technical  Supervisor:     "V  ^^z^^^^l^=^IIllI31^  Analyst:   ^  

Farid  Rar^e£a>tza«te^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  Date  Recejved  8/18/g7 

Date  Analyzed  8/2  3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  6 

Micro 

47484-16 

21.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Client 

1  7 

Micro 

47484-17 

22.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

1  8 

Micro 

47484-18 

62.6 

2.5 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

1  9 

Micro 

47484-19 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 

9.9 

Client 

20 

Micro 

47484-20 

15.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 

Technical  Supervisor: 


R^mei^n^ai 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  74  84 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/9  7 

San  Francisco,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

2  1 

47484-21 

LINKING  FOUNTAIN 
3 

IRAW 

71.5 

2.5 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  t 

22 

47484-22 

LINKING  FOUNTAIN 
1 

IRAW 

29.6 

1.0 

Client 
Micro 

SINK  D 
ROOM  1 
FIRST  C 

23 

47484-23 

LINKING  FOUNTAIN 
2 

)RAW 

14.1 

1.0 

Client 
Micro 

RELD  E 

24 

47484-24 
ILANK 

<1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  A 

Micro  49281-01 

SINK  FAUCET 
KITCHEN 

8.2 

1.0 

Client 

1  B 

Micro  49281-02 

SINK  FAUCET 
KITCHEN 

4.3 

1.0 

Client 

1C 

Micro  49281-03 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

7.6 

1.0 

Client 

2A 

Micro  49281-04 

SINK  FAUCET 
TEACHER'S  LOUNGE 

3.5 

1.0 

Client 

2B 

Micro  49281-05 

SINK  FAUCET 
TEACHER'S  LOUNGE 

3.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  in  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 
San  Francisco,  CA  94124 


Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2C 

Micro  49281-06 

SINK  FAUCET 
TEACHER'S  LOUNGE 
FIRST  DRAW 

13.8 

1.0 

Client 

3A 

Micro 

49281-07 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

4.3 

Client 

3B 

Micro 

49281-08 

2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

Client 

3C 

Micro 

49281-09 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

6.9 

Client 

4A 

Micro 

49281-10 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  1 

2.4 

Technical  Supervisor: 


10/10/97 


Farid  Rami 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate Nf4§37J>  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

4B 

Micro 

49281-11 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM1 

2.5 

Client 

4C 

Micro 

49281-12 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

9.3 

Client 

6A 

Micro 

49281-13 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

Client 

6B 

Micro 

49281-14 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

2.5 

Client 

6C 

Micro 

49281-15 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

9.9 

Technical  Supervisor: 


'10/10/97 


Farid  Rameza 


adeh: 


I.S. 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead\ansHysid  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #t037\  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  thV^am^atidn  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  Francisco,  CA  94124  ^  t  D    .  . 

Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

7A 

Micro 

49281-16 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

Client 

7B 

Micro 

49281-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

3.1 

Client 

7C 

Micro 

49281-18 

9.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8A 

Micro 

49281-19 

9.9 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

Client 

8B 

Micro 

49281-20 

10.5 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

Technical  Supervisor: 


Farid  Ramezan 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ai 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103' 


10/10/97 


Analyst: 


FR 


ig  water  by  the  California  Department  of  Health  Services,  Environmental 
sles  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8C 

Micro 

49281-21 

1  8.2 

1.0 

SINK  DRINKING  FOUNTAIN 

NURSE 

FIRST  DRAW 

Client 

9A 

Micro 

49281-22 

17.8 

1.0 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

Client 

9B 

Micro 

49281-23 

1.0 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

3.7 

Client 

9C 

Micro 

49281-24 

12.5 

1.0 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 
FIRST  DRAW 

Client 

10A 

Micro 

49281-25 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 

4.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoanalysrs-4a-df1inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 
San  Francisco,  CA  94124 


Date  Received  10/7/9  7 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

10B 

Micro 

49281-26 

SINK  DRINKING  FOUNTAIN 
ROOM  2 

6.5 

1.0 

Client 

10C 

Micro 

49281-27 

1 1 .4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

1  1  A 

Micro 

49281-28 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

1 .7 

Client 

1 1  B 

Micro 

49281-29 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

1.2 

Client 

11C 

Micro 

49281-30 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

2.2 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao\analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1D37~>  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    49  2  81 
Total  Samples  58 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

12A 

3.1 

1.0 

Micro  49281-31 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

Client 

1  2B 

2.7 

1.0 

Micro  49281-32 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

Client 

12C 

12.1 

1.0 

Micro  49281-33 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

Client 

13A 

3.6 

1.0 

Micro  49281-34 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

Client 

13B 

2.8 

1.0 

Micro  49281-35 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatysisXm  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate,  #103^.  Safhples'are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for-trfe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


8 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 
San  Francisco,  CA  94124  _  . 

Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

13C 

Micro 

49281-36 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

19.3 

1.0 

Client 

14A 

Micro 

49281-37 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

7.6 

Client 

14B 

Micro 

49281-38 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

4.6 

Client 

14C 

Micro 

49281-39 

26.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

15A 

Micro 

49281-40 

8.8 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

Technical  Supervisor: 


Farid  Rarrv 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  legd  ^alysisSa  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


9 


1063  PROJECT:  Micro  Log  in    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

15B 

Micro 

49281-41 

1 .0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

4.1 

Client 

1  5C 

 — = — — 

Micro  49281-42 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 
FIRST  DRAW 

10.9 

1.0 

Client 

16A 

Micro 

49281-43 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

7.8 

Client 

16B 

Micro 

49281-44 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

4.3 

1.0 

Client 

16C 

Micro 

49281-45 

11.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ^ee^JQ^rtysisjn  d)inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  10/4/97 

San  Francisco,  CA  94124  _  ,  _    .    .  <ft,„n, 

Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

17A 

Micro 

49281-46 

14.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

Client 

17B 

Micro 

49281-47 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

4.2 

Client 

17C 

Micro 

49281-48 

11.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

18A 

Micro 

49281 -49 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

6.2 

Client 

18B 

Micro 

49281-50 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

6.0 

Technical  Supervisor: 


Farid  Ramezanzadeh, 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadvanalys^iojioDKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037;  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

18C 

Micro 

49281-51 

25.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

21  A 

Micro 

49281-52 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

Client 

21B 

Micro 

49281-53 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

5.0 

Client 

21C 

Micro 

49281-54 

21 .7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 

Client 

22A 

Micro 

49281-55 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

3.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d^n^sis-in^jrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page   1  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  ^  .  D    .  . 

'  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

22B 

Micro 

49281-56 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

3.4 

Client 

22C 

Micro 

49281-57 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

7.6 

Client 

24A 

Micro  49281-58 
FIELD  BLANK 

<     1 .0 

1.0 

/7 


Technical  Supervisor: 


Farid  Ramez 


3/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leachaaaly&s  inVdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampteajare)analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pa§e      1  _ 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  51995 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1/10/98 

San  FranciSCO,  CA    94124  Date  Received  1 /1  2/98 

Date  Analyzed  1/13/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ROOM  1 

51995-01 

UNKING  FAUCET 
7 

2.9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 

51995-02 

LINKING  FAUCET 
7 

2.3 

1.0 

Client 
Micro 

SINKD 
ROOM1 

51995-03 

LINKING  FAUCET 
7 

6.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysisiTnlriflkrhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


juN-uv-yy  MON  11:55  AM 


FAX  NO. 


P.  02/17 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    694  6  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  samples  42 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DaicSampiod  6/2/1999 

San  Francisco,  CA   94124  PROJECT  #   B-2243  Date  Received  6/2/1  9  99 

Dale  Analyzed  6/2/1999 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


VISTA  1  I 


Micro  69467-01 

SINK  FAUCET,  KITCHEN 
1ST  DRAW 


Client 


VISTA  1  M 


Micro  69467-02 

SINK  FAUCET,  KITCHEN 
2ND  DRAW 


NOT  ANALYZED 


VISTA  2  I 


Client  |  ~~ 

Micro  09467-03 

SINK  FAUCET,  TEACHER'S  LOUNGE 
1ST  DRAW 


Client 


VISTA  2  II 


Micro  69467-04 

SINK  FAUCET,  TEACHER'S  LOUNGE 
2ND  DRAW 


CBonT|  VISTA  3  1  *~ 


Micro  69467-05 

SINK  DRINKING  FOUNTAIN 
ROOM  3, 1ST  FLOOR 
1ST  DRAW 


NOT  ANALYZED 


Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platlorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance)  wilh  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  edition.  1002.  AmorlcBn  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Foderation).  This  report  must  not  be  reproduced  except  in  lull  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  por  billion. 

S900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  $53-0824 


JUN-07-99  MON  11:56  AM 


FAX  NO. 


P.  03/ 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 
PROJECT  #  B-2243 


Micro  Log  In    69  4  6  7 
Total  Samples  42 
Dale  Samplod  6/2/1999 
Dale  Rocoived  6/2/1999 
Dare  Analyzed  6/2/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

(DDb) 

Comments 

Client 

VISTA  a  II 

NOT  ANAL V 2 ED 

Micro 

69467-06 

SINK  DRINKING  FOUNTAIN 
ROOM  3, 1ST  FLOOR 
2ND  DRAW 

Client 

VISTA  4  1 

Micro 

69467-07 

1  0 

1 

SINK  DRINKING  FOUNTAIN 

ROOH1 

1ST  DRAW 

Client 

VISTA  4  II 

NOT  ANALYZED 

Micro 

69467-08 

SINK  DRINKING  FOUNTAIN 

ROOM1 

2ND  DRAW 

Client 

VISTA  5  1 

Micro 

69467-09 

8 

1 

DRINKING  FOUNTAIN 
ROOM  3  (1ST  FLOOR) 
1ST  DRAW 

Client 

VISTA  5  II 

Micro 

69467-10 

DRINKING  FOUNTAIN 
ROOMS  (1ST FLOOR) 
2ND  DRAW 

NOT  ANALYZED  j 

Technical  Supervisor: 


 Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  foaolmalyslc  Irf  drlnRing  wator  by  the  California  Department  of  Hoaltn  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Corlificaie  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31136  (Standard  Methods  for  tho  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Anafytical  Laboratories,  Inc.,  and  pertains  only  lo  tho  samples  analyzed.  Unit  explanation:  ppb  ■  parts  por  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JUN-07-99  MON  11:56  AM 


FAX  NO. 


P.  04/17 


Pago  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  9467 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  6/2/1999 

San  Francisco,  CA  94124  PROJECT  #  B-2243  Date  Received  6/2/1  999 

Dale  Analyzed  6/2/199  9 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client  |              VISTA  6  1 

Micro  69467*11 

SJNK  DRINKING  FOUNTAIN 

ROOMS 

1ST  DRAW 

5 

1 

Client 

VISTA  6  II 

NOT  ANALYZED 

Micro  69467-12 

SINK  DRINKING  FOUNTAIN 

ROOMS 

2ND  DRAW 

Client 

VISTA  7  I 

Micro  69467-13 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
1ST  DRAW 

4 

1 

Client 

VISTA  7  II 

NOT  ANALYZED 

Micro  69467-14 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
2ND  DRAW 

Client 

VISTA  8  I 

Micro  69467-15 

SINK  DRINKING  FOUNTAIN 
NURSE'S  OFFICE 
1ST  DRAW 

1  6 

1 

Technical  Supervisor;   ?•   6/7/1999      Analyst:    Eg  

Farid  Ram^zanzafeh^RSNw     Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredltod  lor  load  analysis  in  drinking  water  by  tho  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortiiicato  #1037.  Samplos  are  analyzed  by  Platform  Graphilo  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  lor  tho  Examination  of  Water  and  Wastewater,  18th  Bdillon,  1992,  American  Public  Hoolin 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproducod  excopl  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  camples  analyzed.  Unit  explanation:  ppb  ■  pahs  per  billion, 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


juN-u/-yy  nuN  1 1 : bb  An 


FAX  NO. 


P.  05/ 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 
PROJECT  #  B-2243 


Micro  Log  In    6  9467 
Toiai  Samples  4  2 
Date  Sampled  6/2/1999 
Dalo  Received  6/2/1999 
Date  Analyzed  6/2/1999 


Detection 

Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

VISTA  B  II 

NOT  ANALYZED 

Micro 

69467-16 

SINK  DRINKING  FOUNTAIN 
NURSE'S  OFFICE 
2ND  DRAW 

Client  |               VISTA  9  I 

Micro 

69467-17 

DRINKING  FOUNTAIN 
BY  RR'S  1ST  FLOOR  HALL 
1ST  DRAW 

3 

1 

Client 

VISTA  9  II 

NOT  ANALYZED 

Micro 

69467-18 

DRINKING  FOUNTAIN 
BY  RRS  1ST  FLOOR  HALL 
2ND  DRAW 

Client 

VISTA  10  I 

Micro 

69467-19 

20 

SINK  DRINKING  FOUNTAIN 

ROOMS 

1ST  DRAW 

1 

: 

Client 

VISTA  10  It 

NOT  ANALYZED 

Micro 

69467-20 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
2NO  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  loadenaiysis  vrdrtrikincj  water  by  the  California  Department  ol  Health  Services,  Environment* 
Laboratory  Accreditation  Program  (ELAP),  CBrtilicato  #1037,  Samples  aro  analyzed  by  Plallorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  ir 
accordance  with  Method  3M3S  (Standard  Methods  lor  the  Examination  of  Wator  and  Wastewater,  18m  edition,  1092,  American  Public  Healtr 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  th« 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  t  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  MT  EMERYVILLE,  CALIFORNIA  94606  •  (510)  653-0824 


-07-99  HON  11:57  AM 


FAX  NO. 


P.  06/17 


Pago  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  9467 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Dale  Sampled  6/2/1999 

San  Francisco,  CA  94124  PROJECT  #  B-2243  Date  Received  6/2/1 999 

Dale  Analyzed  6/2/19  9  9 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client  |             VISTA  11  1 
Micro  69467-21 

SINK  DRINKING  FOUNTAIN 
ROOM  14  (2ND  FLOOR) 
1ST  DRAW 

2 

1 

1 

Client 
Micro 

SINK  Dl 
ROOM  1 
2ND  DR 

VISTA  11  II 

NOT  ANALYZED 

69467-22 

UNKING  FOUNTAIN 
4  {2ND  FLOOR) 
AW 

Client 

VISTA  12  1 

3 

1 

Micro  69467-23 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
1ST  DRAW 

Cliont 

VISTA  12  II 

NOT  ANALYZED 

Micro  69467-24 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
2ND  DRAW 

Client 
Micro 

SINK  D 
ROOM 
1STDR 

VISTA  13  1 

4 

1 

69467-25 

RINKING  FOUNTAIN 
18 

AW 

3 


Technical  Supervisor; 

Farid  RaVnezanz 
Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  load 


6/7/1999  Analyst: 


FR 


Date  Reported 

Trig  water  by  tho  California  Department  of  Health  Services,  Environmental 


approval  ci  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analysed.  Unit  explanation;  ppb  =  parts  por  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


JUN-UY-y9  HON  lUbY  AM 


FAX  NO. 


P.  07/ 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 
PROJECT  #  B-2243 


Micro  Log  In    6  9  4  67 
Total  Sampl&e  4  2 
Dale  Sampled  6/2/1  999 
Dale  Received  6/2/1999 
Dale  Analyzed  6/2/1999 


Detection 

Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments  | 

Client 

VISTA  13  II 

NOT  ANALYZED 

Micro 

69467-26 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
2ND  DRAW 

I 

Client  |              VISTA  14  I 

Micro 

69467-27 

6 

- 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
1ST  DRAW 

Client 

VISTA  14  II 

NOT  ANALYZED  j 

Micro 

69467-28 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
2ND  DRAW 

Client 

VISTA  15  I 

Micro 

69467-29 

I 

DRINKING  FOUNTAIN 
HALL,  2ND  FLOOR  EAST 
1ST  DRAW 

4 

1 

Client 

VISTA  15  II 

I 

NOT  ANALYZED 

Micro 

69467-30 

DRINKING  FOUNTAIN 
HALL.  2ND  FLOOR  EAST 
2ND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  lead  analysis  Irt^nhTSng  water  by  the  California  Department  ol  Health  SorvlCBs,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certilicalo  41037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Hoallh 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Iho  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


-U7-99  MON  11558  AM 


FAX  NO. 


P.  08/17 


Pago  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063  PROJECT:  Micro  Log  In    69  467 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  42 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DaieSampied  e/2/1999 

San  Francisco,  CA  94124  PROJECT  #  B-2243  Data  Received  e/2/1  99  9 

Dale  Analyzed  6/2/1999 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


VISTA  16  I 


Micro  69467-31 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
1ST  DRAW 


Client 


VISTA  16  II 


Micro  69467-32 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
2ND  DRAW 


NOT  ANALYZED 


CDent|_ 

Micro  69467-33 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
1ST  DRAW 


VISTA  17  I 


3 


Client 


VISTA  17  II 


Micro  69467-34 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
2ND  DRAW 


Client"  [ 

Micro  69467-35 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
1ST  DRAW 


VISTA  18  I 


NOT  ANALYZED 


Technical  Supan/isr>r-  ?  ^ — r^XT^""^  "  6/7/1999      Analyst:  FR 

Farkj RslnranzaoWKrlS>s.      Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artarysisnn"  ttrtrWig  Mater  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certincato  #1037.  Samples  are  analyzed  by  Platform  Graphite  Pume.ce  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  i  sth  edition,  1992,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


O 

<  «R-  —^6/7/: 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B24 


JUN-07-99  MON  11:58  AM 


FAX  NO. 


P.  09/ 


Page  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 
PROJECT  #  B-2243 


Micro  Log  In  69467 
Total  Samplos  4  2 
Date  Sampled  6/2/1999 
Date  Received  6/2/1999 
Date  Analyzed  6/2/1999 


Client  Sample  ID 


Lead 


Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


VISTA  18  II 


Micro  69467-36 

SINK  DRINKING  FOUNTAIN 
ROOM  IS 
2ND  DRAW 


NOT  ANALYZED 


Client 

Micro  69467-37 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
1ST  DRAW 


VISTA  21  I 


6 


Client 


VISTA  21  II 


Micro  69467-38 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
2ND  DRAW 


NOT  ANALYZED 


Client 


VISTA  22  I 


Micro  69467-39 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
1ST  DRAW 


Client 

Micro  69467-40 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
2ND  DRAW 


VISTA  22  II 


NOT  ANALYZED 


Technical  Supervisor 


Date  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for TeWanatywHft  JitaKirig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  ol  Water  and  Wastewater,  1 8th  odition,  1992,  American  Public  Hoallh 
Association.  American  Water  Works  Association.  Waler  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samplos  analyzed.  Unit  explanation;  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  •  (510)  653-0824 


JUN-07-99  HON  11:59  AM 


FAX  NO. 


P.  10/17 


Page  9 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113S 


1063  PROJECT:  Micro  Log  m    6  9  467 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  samples  42 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  sampled  6/2/1999 

San  Francisco,  CA  94124  PROJECT  #  B-2243  Date  Received  6/2/1 999 

Date  Analyzed  6/2/1  99  9 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (Ppb) 


Client               VISTA  BL  1 
Micro  69467-41 

BLANK 

NOT  ANALYZED 

Client  |             VISTA  BL  2 

Micro  69467-42 
BLANK 

NOT  ANALYZED 

Technical  Supervisor: 


Farid  Ram^nza^h.^sN.     Data  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinwng  water  by  the  California  Department  of  Health  Sorvices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spociromeiry  In 
accordance  wllh  Method  3113B  {Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  loth  edition.  1902,  American  Public  Hoalth 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  nol  be  reproduced  oxeept  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertain*  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  09  46 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  LURTHER  BURBANK  MS  DateSampied  11/22/97 

San  Francisco,  CA    94124  Date  Received  1  1 /2 5/9 7 

Date  Analyzed  1  1/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

50946-01 

1.0 

DRINKING  FOUNTAIN 

SOUTH  END  OF  1ST  FLOOR  CORRIDOR  C92 
INITIAL 

1.4 

Client 

2 

Micro 

50946-02 

1 .9 

1.0 

DRINKING  FOUNTAIN 

OUTSIDE  OF  T61  IN  CORRIDOR  1ST  FLOOR 

C90 

INITIAL 

Client 

3 

Micro 

50946-03 

2.1 

1.0 

DRINKING  FOUNTAIN 

OUTSIDE  IF  T63  IN  CORRIDOR  2ND  FLOOR  C92 
INITIAL 

Client 

4 

Micro 

50946-04 

DRINKING  FOUNTAIN 
WEST  END  OF  CAFETERIA 
INITIAL 

3.3 

1.0 

Client 

5 

Micro 

50946-05 

17.6 

DRINKING  FOUNTAIN 
EAST  END  OF  CAFETERIA 
INITIAL 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analy&tsjn_dhnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    5  0  9  46 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  LURTHER  BURBANK  MS  DateSampied  11/22/97 

San  Francisco,  CA  94124  _    .  „  „ 

Date  Received  11/25/97 

Date  Analyzed  11/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

3.9 

1.0 

Micro  50946-06 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  CAFERTEHIA 
INITIAL 

Client 

7 

71.5 

2.5 

Micro  50946-07 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  GYMNASIUM  337 
INITIAL 

Client 

8 

1.5 

1.0 

Micro  50946-08 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  ROOM  BY  ROOM  T66B 
INITIAL 

Client 

9 

1.3 

1.0 

Micro  50946-09 

DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C94 

OUTSIDE  OF  ROOM  329 

INITIAL 

Client 

1  0 

3.5 

1.0 

Micro   50946-1 0 

DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C94 

OUTSIDE  OF  ROOM  T58 

INITIAL 

Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leVd  anaJysiMndrinkjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


11/26/97 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


PROJECT:  Micro  Log  In     5  09  46 

S.F.U.S.D.  Total  Samples  1  1 

LURTHER  BURBANK  MS  Date  Sampled  i ,  /22/97 

Date  Received  11/25/97 
Date  Analyzed  11/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro   50946-1 1 
DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C90  BY  ROOM  311 
INITIAL 

31 .4 

1.0 

1063 

SFUSD  -  Asbestos  Control  Program 
11551  Newcomb  Avenue,  Rm.  103 
^San  Francisco,  CA  94124 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead*andysis  inNtrjnJJng  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


hhb-Ub-98  THU  07:45  AM 


FAX  NO. 


P.  04/22 


Pago  1 

MICRO  ANALYTICAL  LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURBANK  MS 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Client 
Micro 

ORINKII 

CAF 

RESAMI 

BURBANK  5A 

52534-01 
IG  FOUNTAIN 

»LE 

9.9 

1.0 

Client 
Micro 

DMNKII 

CAF 

RESAM 

BURBANK  5B 

52534-02 
4G  FOUNTAIN 

PLE 

3.1 

1.0 

Client 

Micro 

DRMXl 

CAF 

RESAM 

BURBANK  SC 

52534-03 
MO  FOUNTAIN 

PLE 

2.7 

1.0 

COant 
Micro 

MULTW 
YARD  C 
RESAM 

BURBANK  7A 

52534-04 

>LE  DRINKING  FOUNTAIN 

>UTSIDE  GYM  33 

PLE 

<  1.0 

1.0 

Client 
Micro 

UULTK 
RESAM 

BURBANK  7B 

52534-05 

>LE  DRINKING  FOUNTAIN 
PLE 

<1.0 

1.0 

Micro  Log  in    525  34 
Total  Samples  6 
Dale  Sampled  1/31/98 
Date  Received  2/2/98 
Date  Analyzed  2/3/98 


Comments 


Technical  Supervisor: 


Analyst 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  feed  ar&lysis  frdrinjjjlng  water  by  the  California  Department 
Laboratory  Accreditation  Program  (ELAP),  Certilicate  7TU37.  Samples  ara  analyzed  by  Graphite  Furnace 
accordance  with  Method  311  SB  (Standard  Methods  lor  tho  Examination  or  Water  and  Wastewater,  18th 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  no) 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  oxplanetion:  ppt 


or  Health  Services,  Environmental 
Atomic  Absorpiion  Spectrometry  In 
on.  1992.  American  Public  Health 
reproduced  except  In  lull,  with  the 
parts  per  billion. 


«*  ition 
te 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608 


(510)  653-0824 


KhH-Ub-98  THU  07:46  AM  FAX  NO.  p,  Q5/2 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  >  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURBANK  MS 


Micro  Log  In    5  253  4 
Total  Samples  6 
DateSamplod  1/31/98 
Dale  Received  2/2/98 
Date  Analyzed  2/3/98 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(PPb) 

(PPb) 

Client 

BURBANK  7C 

Micro 

52534-06 

1.0 

MULTIPLE  PRINKING  FOUNTAIN 

1 .1 

RESAMPLE 

Technical  Supervisor; 


Analyst 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  tadarmlysisln  drinking  water  by  the  California  Department  of  Health  Services,  Environments 
Laboratory  Accreditation  Program  (ELAP),  CertIfiea»trrCS7.  Sfrmplefc-W  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  ir 
accordance  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Hoaltr 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  thi 
approval  ol  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  =  parts  per  billion. 


S900  HOLLIS  STREET,  SUITE  Mr  EMERYVILLE,  CALIFORNIA  94608  >  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  007 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Date  Sampled  8/2  9/9  7 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

910-7A 

Micro 

48807-01 

1 .0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.4 

Client 

910-7B 

Micro 

48807-02 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

7.3 

Client 

910-7C 

Micro 

48807-03 

31.5 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-1  A 

Micro 

48807-04 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.0 

Client 

910-1B 

Micro 

48807-05 

8.2 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forle^Rf  analysls'ln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  48007 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  DateSampied  8/29/97 

San  Francisco,  CA  94124  _  ,  _    .   .  olanin- 

Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

910-1C 

19.6 

1.0 

Micro  48807-06 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-2A 

3.4 

1.0 

Micro  48807-07 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-2B 

2.6 

1.0 

Micro  48807-08 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

Client 

910-2C 

7.5 

1.0 

Micro  48807-09 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

BLANK 

<      1 .0 

1.0 

Micro 

BLANK 

48807-10 

Technical  Supervisor:  ^3^L==^-z^=2. ^>^-- — 978/ 91  Analyst:   ^  

Farid  ^meraniat^efiTlvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


AUG.  2?.  1997  10:26AM 


NO.  5262     F.  17/26 


fZ\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N  Wiget  Lane  Walnut  OA,  CA  94598 

Bi9  Striker  Avenue,  Suite  6    Sacramento.  CA  95834 


(650)  364-9600 
(510)  989-9600 
(91 6)  931-9600 


FAX  (650)  364-9233 
FAX  (510)  986-9673 
FAX  (916)  921-0100 


S SFUSD 
iH  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


C 


Client  Proj.  ID:  ~  BurnetL~  Site  #910 
Lab  Proj.  ID:  9708B57 


Ml  Attention: 

SEnwnwiiuimi." 

MltthllnUuu 


Bruce  Glannini 

iLinunnuHEr  


Sampled:  08/17/97 
Received:  08/22/97  £ 
Analyzed:  see  below  g 

I!! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lao  No.  9708FJ57-01 

Sample  Desc :  UQUID,910-1 

Lead 

mg/L 

OB/25/97 

0.0050 

0.055 

Lao  NO.  y7DBD57-Q2 

Sample  Desc  :  UQUID.910-1  Duplicate 

Lead 

mg/L 

08/25/97 

0.0050 

0.057 

Lab  No:  9708B57-03 
Sample  Desc :  UQUlD,910-2 

Lead 

mg/L 

08/25/97 

0.0050 

0.015 

Lab  No:  9708B57-04 

Sample  Desc :  UQUID,9iO-2  Duplicate 

Lead 

mg/L 

08/25/97 

0.OO50 

0.015 

Lab  No:  9708B57-05 
Sample  Desc :  UQUID,910-3 

Lead 

mg/L 

08/25/97 

0.0050 

0.0090 

Lab  No:  9708B57-06 
Sample  Desc :  LIQUID, 9 10-4 

Lead 

mg/L 

08/25/97 

0.0050 

0.0073 

Lab  No:  9708B57-07 
Sample  Desc :  UQUID,910-5 

Lead 

mg/L 

08/25/97 

0.0050 

0.012 

D 


Si 


Anarytts  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page-  1 


08/27/97    11:23         TX/RXN0.9237         P. 017  ■ 


AUG.  27.  1  99'  IC : 27AM 

/TN  Sequoia 
"  Analytical 


NO.  5262     F.  16/26 

680  Che»pe»ke  Drive  Redwood  City,  CA  94063       (650)  364.9600  FAX  (650)  364-9233 

404  Nl.  Viget  Lane  Walnut  Oek,  CA  94598       (510)  988-9600         FAX  (5i0)  988-9673 

8l9S*riker  Avenue,  Suiic  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


SFUSD 

g  1551  Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco,  CA  94124 

I  Attention:     Bruce  Glannini 

-Wm^m,   SBIflg 


Client  ProJ.  ID: "  Burnett!  Site  #910 
Lab  Proj.  ID:  9708B57 


Sampled:  08/17/97 
Received:  08/22/97  | 
Analyzed:  see  below 


Reported^  08/27/97 

iiiiiiiiiiillir 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

A  Mas  M. 

AnaiyZvu 

Detection 
Limn 

Sample 
Results 

Lab  No:  9708B57-08 
Sample  Desc :  UQUID,9lO-6 

Lead 

mg/L 

08/25/97 

0.0050 

0.013 

Lab  No:  9708B57-09 
Sample  Desc :  UQUIDr9io-7 

Lead 

mg/L 

08/25/97 

0.0050 

0.033  * 

Lab  No:  9708B57-10 
Sample  Desc :  UQUID,910-8 

Lead 

mg/L 

08/25/97 

0.0050 

0.0054 

Lab  No:  9708B57-11 
Sample  Desc :  LIOUID.910-9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-12 
Sample  Desc  :  UQUID, 910-10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-13 
Sample  Desc :  UOUID,910-11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-14 
Sample  Desc  :  LIQUID, 91 0-1 2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  11:23 


TX/RX  NO. 9237         P. 018 


AUG.  27.  1997  !  0 : 27AM 

fT\  Sequoia 
~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wlget  Lane  W»|nut  Creek.  CA  94598 

919  Striker  Avenue,  Suite  8    Sacramento,  CA  95834 


NO.  5262     F.  19/26 


(650)  3(54-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921.0100 


H 


aw 


 inn 

01  SFUSD 
1 1551  Newcomb  Ave..  Rm.  103 
I  San  Francisco.  CA  64124 


?!  Attention: 


Bruce  Giannini 

" :  ?: = :i*iunnifi  j 
"^"MniHiHinHl 


aient  Pro).  ID:  Burnett,  Site  #91 6 
Lab  Proj.  ID:  9708B57 


WUtt&Kr.   

"Sampled:  08/17/97  g! 
Received:  08/22/97  g 
Analyzed:  see  below  1 

jn 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lah  Nrv           Q70PJW7-1  *i 

Sample  Desc :  UQIIID,910-13 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

1  ah  Kin               Q7noPK7  Itl 

Sample  Desc :  UQl)ID,910-14 

Lead 

mg/L 

08/25/97 

0.0050 

0.022 

Lab  No:  9708857-17 
Sample  Desc :  UQUID.910-15 

Lead 

mg/L 

08/25/97 

0.0050 

0.0080 

Lab  No:  9708B57-18 
Sample  Desc :  UQUID,910-16 

Lead 

mg/L 

OB/25/97 

0.0050 

0.0070 

Lab  No:  9708857-19 
Sample  Desc :  LIQUID,910-17 

Lead 

mg/L 

08/25/97 

0.0050 

0.010 

Lab  No:  9708B57-20 
Sample  Desc :  UQUID,9io-is 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Analytas  reported  as  N.D,  were  not  present  above  the  stated  llmh  of  detection. 


Pige  3 


08/27/97    11:23         TX/RX  NO. 9237         P. 019  ■ 


I 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52167 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9  8 

Date  Analyzed  1/20/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BURNETT  14A 

Micro 

52167-01 

5.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 

Client 

BURNETT  14B 

Micro 

52167-02 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 

4.4 

Client 

BURNETT  14C 

Micro 

52167-03 

12.0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 

Client 

BURNETT  5A 

Micro 

52167-04 

1 1 .8 

1.0 

DRINKING  FOUNTAIN 
119 

Client 

BURNETT  5B 

Micro 

52167-05 

10.5 

1.0 

DRINKING  FOUNTAIN 
119 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fONeaa^an|lys1s4Qdri«j<ing  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate*  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  52167 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  DateSampied  1/17/98 

San  Francisco,  CA  94124  _.  ,  _    .   .  ,lnnlno 

Date  Received  1/20/9  8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
119 

BURNETT  5C 

52167-06 
YG  FOUNTAIN 

31.7 

1.0 

Client 
Micro 

DRINKI 
117 

BURNETT  6A 

52167-07 
FOUNTAIN 

5.9 

1.0 

Client 
Micro 

DRINKI 
117 

BURNETT  6B 

52167-08 
MG  FOUNTAIN 

7.9 

1.0 

Client 
Micro 

DRINKI 
117 

BURNETT  6C 

52167-09 
NG  FOUNTAIN 

1 1 .3 

1.0 

Technical  Supervisor: 


Farid  Ram 


22/98 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  iCT^ad'^rtglyjisjnudfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificat&-#ro37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG-2U-99  FR1  03:43  PM 


FAX  NO. 


P.  02/18 


Page     1  o1  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  in  72164 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm,  103  BURNETT  CC  DaioSampied  8/4/1999 

San  Francisco,  CA  94124  PROJECT  NO.  B-3581  Dale  Received  a/ 1 2/1999 


Dale  Analysed  8/13/1999 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


BURNETT  2  I 


Micro  72164-01 

SINK  DRINKING  FOUNTAIN 
ROOM  219 
1ST  DRAW 
0  FLUSH  TIME 


Client 


BURNETT  2  II 


Micro  72164-02 

SINK  DRINKING  FOUNTAIN 

ROOM  218 

2ND  DRAW 

30  SEC.  FLUSH  TIME 


NOT  ANALY2ED 


Client 


BURNETT  5  > 


Micro  72164-03 

SINK  DRINKING  FOUNTAIN 
ROOM  119 
1ST  DRAW 
0  FLUSH  TIME 


1  4 


Client 


BURNETT  5  11 


MiCfO  72164-04 

SINK  DRINKING  FOUNTAIN 

ROOM  119 

2ND  DRAW 

30  SEC  FLUSH  TIME 


NOT  ANALYZED 


Client 


BURNETT  7  I 


Micro  72164-05 

SINK  DRINKING  FOUNTAIN 
ROOM  11 A 
1ST  DRAW 
0  FLUSH  TIME 


29 


Technical  Supervisor: 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  anaiysisln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  PlaMorm  Graphite  Fumaco  Atomic  Absorpilon  Spectrometry  m 
accordance  with  Method  3113B  (Standard  Methods  lor  (he  Examination  of  Water  and  Wastewater,  10th  edlllon,  1992,  American  Public  Health 
Associalion,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  excopi  In  Ml  with  Iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  eamplos  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


HUU-^U-yy  h'KJ  U:J:44  PH 


FAX  NO. 


P.  03/l| 


Page 


2  ot  a 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURNETT  CC 
PROJECT  NO.  B-3581 


Micro  tog  In  72164 
Total  Samples  1  1 
Date  Sampled  8/4/199  9 
Dale  Received  8/12/1999 
Date  Analyzed  8/13/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(Ppb) 

Comments 

Client 

BURNETT  7  II 

NOT  ANALYZED 

Micro 

72164-06 

SINK  DRINKING  FOUNTAIN 

ROOM  111 

2ND  DRAW 

SO  SEC.  FLUSH  TIME 

Client 

BURNETT  8  1 

Micro 

721 64-07 

1 

1 

DRINKING  FOUNTAIN 
CM,  1ST  FLOOR 
1ST  DRAW 
0  FLUSH  TIME 

Client 

BURNETT  6  11 

NOT  ANALYZED 

Micro 

72164-08 

DRINKING  FOUNTAIN 
CSS,  1ST  FLOOR 
2ND  DRAW 
MSEC.  FLUSH  TIME 

Client 

BURNETT  4  1 

Micro 

72164-09 

1  1 

1 

DRINKING  FOUNTAIN 
ROOM  215 
1ST  MAW 
0  FLUSH  TIME 

Client 

BURNETT  4  II 

NOT  ANALYZED 

Micro 

72164-10 

DRINKING  FOUNTAIN 

ROOM  215 

2ND  DRAW 

SO  SEC  FLUSH  TIME 

Technical  Supervisor: 


Farid  Rama 

(or  lead  anal 


Analyst: 


TT 


.to  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinklhg-ifater  by  the  California  Department  of  Health  Servrcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  (or  the  Examination  o(  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  Id  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  W,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0624 


AUG-^u-yy  fki  03:44  pn 


FAX  NO. 


P.  04/18 


Page     3  of  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  72164 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Dale  Sampled  8/4/1999 

San  FranciSCO,  CA    94124  PROJECT  NO.  B-3581  Date  Received  8/12/ 19 99 

Date  Analyzed  8/13/1999 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client             BURNETT  BL  1 

NOT  ANALYZED 

Micro  72164-11 

BLANK 

Technical  Supervisor: 


Farid  R ajje  za n zad9tv  M . S . ^\    Date  Reported 


Micro  Analytical  Laboratories,  Inc.  la  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertilicBte  01037.  Samples  a*  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  iem  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Fodoratlon).  TNs  report  must  not  be  reproduced  except  In  full  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  p  parts  per  biltlon. 


S900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  ($10)  653-0824 


I 


AUG.  27.  1997   4:38PM  NO.  5294    P.  37/44 


fk\  Sequoia 
-  -  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  9*063       (650)  364-9600         FAX  (650)  364-92 J  3 

404  (Si.  Wlget  Lane  Walnut  Crtck.  CA  94598       (510)988.9600         FAX  (510)  988-9673 

119  Striker  Avenue,  Suite  8    Sacramento.  CA  95834         (916)  931.9600         FAX  (916)  921*0100 


I  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

Si 

§  Attention:     Bruce  Giarmini 

IMDUUUIIlllltlll. 


BiUHIIIIliltl^illiHilliiltlijiRIlllll^lP^ 


Client  ProJ.  ID:  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


mnniiarifmiiiiiinni 


Sampled:  06/20/97  g 
Received:  08/22/97  \ 
Analyzed:  see  below  f 


LABORATORY  ANALYSIS 


Aratyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B65-01 
Sample  Desc  :  LIQUID, Burton  1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B65-02 
Sample  Desc  :  LlQUID.Burton  2 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-03 

Sample  Desc  :  LlQUID.Burton  2  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-04 
Sample  Desc :  LlQUID.Burton  3 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-05 

Sample  Desc :  LlQUID.Burton  3  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-06 
Sample  Desc :  LlQUID.Burton  4 

Lead 

mgA 

OB/27/97 

O.0050 

0.0055 

Lab  No:  9708B65-07 

Sample  Desc :  LlQUID.Burton  4  Duplicate 

Lead 

mg/L 

08/27/97 

0.0050 

0.0051 

t> 


Analytoa  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  flynn 
Project  Manager 


Page: 


08/27/97    17:27  TX/RX  NO. 9248         P. 037 


AUG.  27.  1  997   4:38PM  NO.  5294     F.  38/44 


Sequoia 

•        All&lytiCcil  >  19  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)  921  •9600        FAX  (916)  921-0100 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364.9600  FAX  (650)  364-9133 
404  N.  Wiget  Lane  Walnut  Creek,  CA  94598      (510)988-9600         FAX  (510)  988-9673 


SSFUSD 
g  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


fliibininuinHiiiiBHH? 


Client  Proj.  ID:  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


Sampled:  08/20/97  3 
Received:  08/22/97  | 
Analyzed:  see  below  g 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

LifTMt 

Sample 
Results 

Lab  No:  9708B65-O8 
Sample  Desc  :  UQUID.Burton  6 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  NO:  9708B65-O9 
Sample  Desc  :  LlQUID,Burton  7 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  97O8B65-10 
Sample  Desc  :  UQUID.Burton  8 

Lead 

mg/L 

08/26/97 

0.0050 

0.0056 

Lab  No:          9708B65  11 
Sample  Desc  :  UQUID.Burton  11 

Lead 

mg/L 

08/26/97 

0-0050 

0.0079 

Lab  No:  9708B65-12 
Sample  Desc :  UQUID.Burton  13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-13 
Sample  Desc :  UQUID.Burton  14 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  NO.  9708B65-14 
Sample  Desc  :  UQUID.Burton  15 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

An  styles  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 038 


AUG.  27.  1997  4:39FM                             .  NO.  5294    P.  39/44 

f                  S^QUOifl  680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600         FAX  (650)  164,9233 

I     •  J              M  404  N  Wiflet  Ll«  Walnut  Creek,  CA  9*599  (510)  988-9600         FAX  (510)  9B8. 9673 

All<illytiC3.1               StrikCT  AvanK'  S"'*8  Sacramento,  CA  95934  (916)  921-9600  FAX  (916)  921-0100 


I SFUSD 

|  1551  Newcomb  Ave.,  Rm.  103 

|  San  Francisco.  CA  94124 
■ 

a 

I  Attention:     Bruce  Glannlnl 


Client  PropD"  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


jMWHaWHWMHyillll.l.  .  .UWHHIH 

Sampled:  08/20/97  | 
Received:  08/22/97  i 
Analyzed:  see  below  I 

ted:  OB/27797  1 

ra^)ait||iifa-,;i;,,,^Ka:;,riiiiiJh-ll 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708865-15 
Sample  Desc  :  UQUID, Burton  16 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B65-16 
Sample  Desc  :  LIQUID, Burton  17 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-17 
Sample  Desc  :  UOUID.Burton  18 

Lead 

mg/L 

08/26/97 

0.0050 

0.0085 

Lab  No:  9706B65-16 
Sample  Desc :  LIQUID. Burton  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-19 
Sample  Desc :  UQUID, Burt  on  20 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706B65-20 
Sample  Desc :  UQUID,Burton  21 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B55-21 
Sample  Desc :  LlQUID.Burton  22 

Lead 

mg/L 

08/26/97 

0.0050 

0.014 

Analytes  reported  aa  N.O.  were  not  present  above  the  Stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


P»ge; 


08/27/97    17:27  TX/RX  NO. 9248  P. 039 


AUG.  27.  1997   4:39PM  HO.  5294     P.  40/44 

Sequoia 
Analytical 


680  ChesipwA*  Drive  Redwood  City,  CA  94063      (6S0)  364-9600         FAX  (650)  364-9333 

404  N.  Wiget  Unc  Walnut  Creek,  CA  9459B       (510)  983-9600         FAX  (510)  988.9673 

819  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  921.0100 


|  SFUSD 

1 1551  Newcomb  Ave..  Rm.  103 
|  San  Francisco,  CA  94124 

=  Attention:     Bruce  Giannini 

^BSBEaKiaiPiyiiiiiiiiBgs 


Client  Proj"  ID:  F  &  S  Burton 
Ub  Proj.  ID:  9708B65 


Sampled:  08/20/97  yj 
Received:  08/22/97  1 
Analyzed:  see  below  % 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Ub  No:  9706B65-22 
Sample  Desc :  LIQUID,  Burton  23 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Lab  No:  9708B65-23 
Sample  Desc :  LIQUID, Burton  24 

Lead 

mg/L 

08/28/97 

0.0050 

0.020 

/ 

Ub  No.  9708B65-24 
Sample  Desc  :  UQUlD,Burton  25 

Lead 

mg/L 

08/26/97 

0-0050 

0,013 

UbNo:  97Q8B65-25 
Sample  Desc :  UQU.D  Burton  26 

Lead 

mg/L 

08/26/97 

0.0050 

0.0063 

Ub  No:  9708B65-26 
Sample  Desc  :  UQUID.Burton  27 

Lead 

mg/L 

06/26/97 

0.0050 

0.0050 

Ub  No:  9708B65-27 
Sample  Desc :  LIQUID.Burton  28 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

Ub  No:  9708B65-28 
Sample  Desc :  UQUID, Burton  29 

Lead 

mg/L 

08/27/97 

0.0050 

0.035 

y 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Managi 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 040 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
F  &  S  BURTON  HS 


Micro  Log  In    4  831  6 
Total  Samples  3 
Date  Sampled  9/9/97 
Date  Received  9/9/97 
Date  Analyzed  9/10/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

30 

Micro  48316-01 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

1 .6 

1.0 

Client 

31 

Micro  48316-02 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.5 

1.0 

Client 

32 

Micro  48316-03 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanaly'sislrrdrirriting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  Date  Sampled  10/2/97 

San  Francisco,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

3A 

Micro 

49186-01 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

2.3 

Client 

3B 

Micro 

49186-02 

1 .4 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

Client 

3C 

Micro 

49186-03 

5.1 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

Client 

25A 

Micro  49186-04 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

4.7 

1.0 

Client 

25B 

Micro  49186-05 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

2.1 

1.0 

Technical  Supervisor: 


Farid  Rame 


10/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadsanalysis\n  drafting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r—Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  Date  Sampled  10/2/97 
San  Francisco,  CA  94124 


Date  Received  10/3/97 
Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25C 

Micro  49186-06 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

10.4 

1.0 

Client 

29A 

Micro  49186-07 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  («6)  COOKING 
ROOM 

FIRST  DRAW 

<       1  .0 

1.0 

Client 

29B 

Micro  49186-08 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

<       1  .0 

1.0 

Client 

29C 

Micro  49186-09 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

1  .7 

1.0 

Client 

30A 

Micro  49186-10 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL,  TENNIS  COURT 
FIRST  DRAW 

1  06.2 

4.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^aoajysis  in\drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377~3amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  DateSampied  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

MULTIP 
BASEM 
FIRST  C 

30B 

49186-11 

LE  DRINKING  FOUNTAIN 
ENT  LEVEL,  TENNIS  COURT 
)RAW 

1  03.3 

4.0 

Client 
Micro 

MULTIP 
BASEM 
FIRST  C 

30C 

49186-12 

LE  DRINKING  FOUNTAIN 
ENT  LEVEL,  TENNIS  COURT 
)RAW 

12.6 

1.0 

Client 
Micro 

BLANK 

BLANK 

49186-13 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JAN- 15-98  THU  02:35  PM 


FAX  NO. 


P.  02/09 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52058 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  Date  sampled  1/14/98 

San  Francisco,  CA  941 24  ^  Recaived  ,  / ,  4/Q 8 

Date  Analyzed  1/15/98 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  |                   22  A 

Micro  5205B-01 

SINK  FAUCET 
ROOM  23) 
RESANPLE 

<  1.0 

1.0 

Client 

Micro 
SINK  rt 

room: 
resam 

22B 

5205B-02 

UJCET 

98 

PLC 

<  1.0 

1.0 

Client 
Micro 

SINK  Fi 
ROOMS 
RES  AM 

22C 

52058-03 

UKSET 

M 

PLE 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  te^analy3j^Sa^rinltin|Yater  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate iKWST:  SarnpleTare  analyzed  by  Graphite  Furnace  Atomic  Absorption  Speetromolry  In 
accordance  with  Method  3T13B  {Standard  Methods  for  the  Examination  of  Water  end  Wastewater,  teth  edition,  1992,  Amorican  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  FedaraRon).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzod.  Unit  explanation:  ppb  =  parts  per  billion, 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


01/15/98    14:35         TX/RX  NO. 1850         P. 002 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
238 

BURTON  22A 

52166-01 
UICET 

1 .4 

1.0 

Client 
Micro 

SINK  Ft 
238 

BURTON  22B 

52166-02 
UICET 

<      1 .0 

1.0 

Client 
Micro 

SINK  Ft 
238 

BURTON  22C 

52166-03 
UICET 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

BURTON  BLANK 

52166-04 

<  1.0 

1.0 

Technical  Supervisor 


1/22/98 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  rof-teatf  analysis  in^dnrlWng^Vvater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5205  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  Date  Sampled  1/14/98 

San  Francisco,  CA    94124  Date  Received  1 /1  4/98 

Date  Analyzed  1/15/98 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
ROOM  2 
RESAM 

22A 

52058-01 

UICET 

38 

PLE 

<      1  .0 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 
RESAM 

22B 

52058-02 

VUCET 

38 

PLE 

<  1.0 

1.0 

Client 
Micro 

SINK  Fi 

room: 

RESAM 

22C 

52058-03 

UICET 

38 

PLE 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  analys\sNo^drinking^vater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate ifrtOSTT  Samples~5re  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pnge 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


I063 

5FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
5an  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log-  In  45445 
Total  Samples  42 
Date  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

(PP°) 

Limit 

IPPOJ 

Comments 

Client 

61497-1 

Micro 

45445-01 

<  1.0 

1 

DRINKING  FOUNTAIN 

RGOU214 

1ST  DRAW 

Client 

61 497-1  A 

Micro  45445-02 
DRINKING  FOUNTAIN 

ROOM  214 

2ND  DRAW 

MOT  ANALYZED 

CSent 

61497-2 

Micro 

45445-03 

<  1 .0 

1 

DRINKING  FOUNTAIN 
ROOM  SIS 
1ST  DRAW 

Client 

61497-2A 

Micro  45445-04 

DRINKING  FOUNTAIN 

ROOMZ15 

2ND  DRAW 

MOT  ANALYZED 

ciien: 

51497-3 

Mcro 

45445-05 

1 

DRINKING  FOUNTAIN 
ROOM  213 
1ST  DRAW 

1.8 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  LaBoratorles.  Inc.  a  accredited  (or  lead-inarysis  in  drinking  water  by  the  California  Department  of  Health  Son/ices,  Environmerttal 
Laboratory  Accreditation  Program  (CLAP),  CerfJflcare  #1037".  Samples  are  analysed  by  Qrapnite  Fumaco  Atamio  Absorption  spectrometry  in 
accordance  with  Method  31136  (Standaro  Methods  tor  tne  Examination  o>  water  and  wastewater,  tom  edition,  1982.  American  Public  Hoaith 
Association,  American  Water  Works  Association,  water  Pollution  Control  Federation).  Tnts  report  must  not  be  reproduced  except  m  run.  wnn  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  onry  to  the  samples  analyzed.  Una  •xpranattorc  ppb  a  parts  per  biloa 

^5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRfLLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  4  2 
Date  Sampled  6/14/97 
Date  Received  6/16/97 
Date  AnaVzed  5/16/97 


-to 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(Ppb) 

Comments 

Client 

61497-3A 

Krfcro  ^5445-06 

DRINKING  FOUNTAIN 
ROOM  213 
2ND  DRAW 

MOT  ANALYZED 

Client 

61497-4 

Ivfcro  45445-07 

DRINKING  FOUNTAIN 
ROOM  212 
1ST  DRAW 

5.6 

1 

CSont 

$1487-4  A 

Micro  45445-08 
DRINKING  FOUNTAIN 

ROOM  212 

2ND  DRAW 

NOT  ANALY2ED 

C3em 

61497-5 

Micro  4S44S-09 

DRINKING  FOUNTAIN 
ROOM  SUA 
1ST  DRAW 

<  1.0 

1 

Client 

C1497.?SA 

Micro  45445-10 

DRINKING  FOUNTAIN 

ROOM212A 

2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor:      r         — ~px^ — -\C^~^/2Z/91         Analyst:   I2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  iff-emMng  water  by  the  California  Department  of  Health  Services,  Envfronrnental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  41037.  Ssmptos  ore  analyzed  by  Graphite  Pumaco  Atomic  Absorption  Soectrometry  in 
accordance  with  Method  31136  (Standard  Methods  for  me  Examination  of  Water  ana  wastewater,  18th  edition,  1OT2,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  tun,  with  the 
aoorcvai  of  Mao  Analytical  Laocratones,  inc_  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bfflron. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510}  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STAND  ABO  METHOD  3113B 


063 

iFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
lan  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Oats  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analyzed  5/16/97 


r 

r 

c- 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Cfem 

61497-6 

Micro 

45445-11 

1.5 

1 

DRINKING  FOUNTAIN 
ROOM  m 
1ST  DRAW 

Client 

61 497-6A 

Miso  45445-12 
CHUNKING  FOUNTAIN 

aooum 

2ND  DRAW 

MOT  ANALYZED 

CSem 

SI  497-7 

Micro 

45445-13 

2.2 

DRINKING  FOUNTAM 
ROOM  200 
1ST DRAW 

1 

CSent 

61497-7A 

Mcna  45445-14 
DRINKING  FOUNTAN 

ROOM  200 

1ST  DRAW 

NOT  ANALYZED 

cuera 

61497-8 

Micro 

45445-15 

<1.0 

1 

DRINKING  FOUNTAIN 
ROOM  304 
1ST  DRAW 

Technical  Supervisor: 


/23/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead lanarysis  in  arinkinc  water  by  the  California  Department  of  Health  Ssrviees.  Environmental 


laboratory  Aocreaitation  Program  (ELAP),  Certificate  #1037.  Samolee  are  analyzed  by  Graphite  Furnace  Atomic  Absoifrtion  Spectrometry  In 
accordance  with  Method  31138  (Standard  Memoes  ror  Tie  Examination  or  water  ana  wastewater,  lotn  voitien,  -taaa,  Amertoan  Public  H**Mh 
ASSOCiaOcn,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  muet  not  be  reproduced  except  in  futt,  with  the 
approval  of  Mao  Analytical  Laooratones,  Inc.  and  pertains  only  to  trie  samples  analyzed.  Unit  atplanBtion:  ppb  =  parts  per  billion. 


i 

■ 


m 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


r 


1063 

SFUSD  -  Asbestos  Control  Program 
1531  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  in  45445 
Total  Samples  42 
Date  Sampled  S/14/97 
Date  Received  6/16/97 
Date  Analyzed  6/16/97 


e 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61497-8A 

Micro  45445-16 
DRINKING  FOUNTAIN 
ROOM  204 
2ND  DRAW 

MOT  ANALYZED 

Client 

61497-9 

Micro  45445-17 

DRINKING  FOUNTAIN 
ROOM  205 
1ST  DRAW 

<  1 .0 

1 

Client 

614&7-9A 

KAcro  45445-18 

DRINKING  FOUNTAIN 
ROOM  SOS 
2ND  DRAW 

MOT  ANALYZED 

Client 

61497-10 

Mkao  45445-19 

DRINKING  FOUNTAW 
BOOM  2m 
1ST  DRAW 

<  1.0 

1 

Client 

61597-10A 

Micro  45445-20 

DRINKING  FOUNTAIN 
ROOM  203 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leuTaraiysis  in  drinking  water  by  the  CalKomia  Department  of  Health  Services,  Environmental 

Laboratory  Accreditation  Program  (ELAP),  Cortrficete  #1037.  fiamptoe  are  analyzed  by  Graphite  Furnace  Atomic  AbSOIfition  Spectrometry  In 
accordance  witn  Method  31128  (Stancara  Memoes  for  tno  Examination  ot  waw  ana  Wsstowwter,  neth  edition,  1002,  A-norican  Pubfie  Health 

A3SOCIaiton,  American  Walcr  Workc  Accoaetion,  Water  Pollution  Control  Federation).  TMe  raped  must  net  be  reproduced  except  In  fut.  with  the 

approval  of  Micro  Analytical  Laboratories,  tno,  end  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  ports  per  billion. . 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Date  Sampled  6/14/97 
Data  Received  6/16/97 
Date  Analyzed  6/16/97 


f 
\ 

( 
( 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
IPP°) 

Comments 

Client 

61597-11 

Micro 

45445-21 

<  1 .0 

1 

DRINKING  FOUNTAIN 

ROOU202 

1ST  DRAW 

Client 

61S97-11A 

Micro  45445-22 

DRINKNF  FOUNTAIN 
ROOM  208 
2ND  DRAW 

MOT  ANALYZED 

Client 

€15*7-12 

Mfcro 

45445-23 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  201 
1ST DRAW 

CSent 

615S7-12A 

MICK)  45445-24 

DRINKING  FOUNTAIN 
ROOM  2m 
2ND  DRAW 

MOT  ANALYZED 

Client 

61597-13 

Micro 

45445-25 

2.8 

DRINKING  FOUNTAIN 
WT  AREA  2ND  FLOOR 
1ST  DRAW 

1 

Technical  Supervisor 


r.  fS^S^g^ — V  S 


JU 


o723/97 


Firid  Ra 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  enarysisSe^Hnldng  water  by  trie  California  Department  of  Health  Swtcss.  Environmental 
Laboratory  Accreditation  Program  <ELAF).  Certificate  #1037.  Samples  are  analyzed  by  GrapMo  Pumace  Atomic  Abe©n*on  Spectrometry  "m 
acoorosncs  with  Metnoo  3H2S  (Stancaro  Metnoos  for  trie  Examination  cc  water  one  wastewater,  iem  canon,  isez,  Puw,t  vwnn 

Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Tha  report  must  not  be  reproduced  except  in  fuH,  with  the 
approval  of  Micro  Analytical  Laboratories,  IncL,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  bdlon. 


5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  65J-0824 


MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B  — ^ 


1063  PROJECT:  Micro  Log  In  45445  JT1 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  42   

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  Date  Sampled  6/14/97  X5 

San  Francisco,  CA  94124  W.O.  NO.  WT97-357  Daw  Received  5/16/97  S§ 

Date  Anar>2ed  6/16/97  v-**""* 


Detection 


Client  Sample  ID 

Lead  Concentration 

/nrtM 
VPPD/ 

Limit 

Comments 

Client 

61597-13A 

Micro  45445-26 

DRINKING  FOUNTAIN 
KIT  AREA  2ND  FLOOR 
2ND  DRAW 

WOT  ANALYZED 

CEent 

61597-14 

Micro 

45445-27 

DRINKING  FOUNTAIN 
ROOM  112 
1ST  DRAW 

4.3 

1 

CSent 

S1S97-14A 

Micro  45445-28 

DRINKING  FOUNTAIN 
ROOM  112 
1ST  DRAW 

HOT  ANALYZED 

Client 

61597-1S 

Micro 

45445-20 

<  1.0 

DRINKING  FOUNT  AW 
ROOM  111 
1ST  DRAW 

1 

Client 

61 537-1 5 A 

Micro  45445-30 

DRINKING  FOUNTAIN 
room  m 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  me.  is  accredited  tor  lead  analysis  in^infiMng  water  by  the  California  Department  of  Health  Services.  Environmental 
Uiboraiory  Accreditation  Program  (ELAP),  Comfjcwte  41037.  Samp***  are  anelyrod  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  WW!  MetflOC  31138  (Standard  Memoes  for  the  Examination  of  Water  and  Wastewater.  18th  edijicn,  1902,  A.vanean  Public  Health 
Association,  American  Water  Works  Association,  Water  Poiutlon  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  the 
approval  of  Micro  Anar/fccaJ  Laboratories,  lnc_  and  pertamt  enty  10  the  samples  analyzed.  Unit  explanation;  ppB  =  parts  per  W31on. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  in  45445 
Total  Samples  42 
Date  Sampled  S/ 14/97 
Date  Received  8/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(Ppo) 

Comments 

Client  j 

61597-16 

Micro 

45445-31 

8.6 

DRINKING  FOUNTAIN 
ROOM  113 
1ST  MAW 

1 

Client  ( 

61597-16A 

Micro  45445-32 

DRINKING  FOUNTAIN 
BOOM  113 
2ND  CRAW 

MOT  ANALYZED 

C&ent 

61597-17 

Mao 

4.5445-33 

<1,0 

1 

DRINKING  FOUNTAIN 
ROOM  114 
1ST  DRAW 

Caent 

61597-17A 

Moo  45445-34 

DRINKING  FOUNTAIN 

NOOMiM 

2ND  DRAW 

NOT  ANALYZED 

Oierrt 

61597-18 

Micro 

45445-35 

2.1 

DRINKING  FOUNTAIN 
BOOM  115 
1ST  DRAW 

1 

Technical  Supervisor 


Farid  Ram 


M. 


Analyst: 


PR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  anafysis  in  drsflong  water  by  the  California  Department  of  Health  Service*.  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CertiScate  #1037.  Sampioc  arc  analyzed  by  Graphite  Furnace  Atomic  Abarjflrbon  Spactromarry  in 
accordance  with  Method  31136  (Standard  Mesioas  for  the  Examination  ot  water  ana  wastewater,  lem  eoucn,  i»az,  Amortcan  PvbRc  vwitn 
Asscoailon,  American  Wat  or  Works  Association,  Wcrtor  Pollution  Control  Federation).  TWe  report  must  not  bo  roproduood  «xeo©t  In  futL.  with  the 
approve!  of  Mere  AnaiytooJ  Laboratories,  Inc.,  and  pertain*  only  to  the  samploa  analyzed.  Unit  axpianatiortr  ppb  ■  ports  par  bitten. 

J  .J;59bo  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  853-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1351  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  4  2 
Date  Sampled  5/14/97 
DaieReceved  5/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

61597-18A 

Micro  ^5445-36 

ORIWONG  FOUNTAIN 

Roouns 

2ND  DRAW 

NOT  ANALYZED 

Client 

61597-19 

Micro 

45445-37 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  118 
tST  DRAW 

CSent 

61S97-19A 

Micro  4£445-38 

DRINKING  FOUNTAM 
ROOM  IIS 

2ND  DRAW 

MOT  ANALYZED 

Oient 

61S97-20 

Mkso 

4544S-39 

<1.0 

DRBJtONQ  FOUNTAIN 
100  CAPC 
1ST  DRAW 

1 

diem 

61597-20A 

Micro  45445-40 

DRINKING  FOUNTAIN 
108  ewe 
2ND  DRAW 

l>OT  ANALYZED 

Technical  Supervisor:  

J  ■h^^>y£~~f~S>^/22/si         Analyst:   » 


ti^/2. 


Farid  Ramez 


ari^en^t^- 
dViatysis  in  drinkin 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  'mter  by  the  California  Department  of  Hearth  Services,  Environmental 

Laboratory  Accreditation  Program  (ELAP*.  Certificate  »1037.  Somoioe  aro  analyzed  by  Grapftita  Furnace  Atomic  AbSOqttion  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Memoes  tor  me  Examination  or  water  ana  Wastewater,  iem  eatoon,  1992,  American  Public  Haatm 
Awoctetton,  American  Water  Works  Association.  Water  PoBuoon  Control  Federation).  Thla  report  must  not  OA  rapreducod  caceapt  In  tufl.  with  ttw 
approval  of  Moo  Analytical  Laooratories,  inc.  and  pertains  only  10  ihe  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bflSon. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31 138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Date  Sampled  6/14/97 
Date  Received  5/ 1  6/97 
Date  Analyzed  8/16/97 


-  -  —JOB 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client  |  61597-21 

Micro  45445-41 

MULT!  OF 
106 

1ST  DRAW 

<  1  .0 

1 

Client              6 1597-21 A 

Micro  45445-42 

MULTIDF 
ttt 

2MO  DRAW 

MOT  ANALYZED 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratonos,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Heaitn  Ssrvtces.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortifioalo  #1037.  Samptas  ara  anaryiad  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  Wtm  MetnOO  377  S8  (StanaarC  Memoes  for  me  Examination  or  Waner  one  Wastewater,  mth  adaion,  199£,  A.Tt*h«a>o  P\ibbo  HoaKh 
Association,  American  Water  Works  Aasoaaiion,  Water  PeCuUen  Control  Federation).  Thrc  ropon  must  not  bo  roproducad  accept  in  tun,  wtrh  trw 
approval  ot  Micro  Analytical  Laboratories,  Inr^,  and  pertains  onty  to  the  samples  analyzed,  Una  explanation:  ppb  =  parts  por  billion. 

5900  HOLLJS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-C824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  DateSanpted  6/14/97 

San  Francisco.  CA   94124  W.O.  NO.  WT97-357  Date  R waived  6/1 6/97 

Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Client 

61491 

Micro 

45444-01 

<  1.0 

DRINKING  FOUNTAIN 
1ST  DRAIN 

1 

Client 

51 491  A 

Micro  45444.02 

DRTNKING  FOUNTAIN 
ROOM  214 
2ND  DRAW 

NOT  ANALYZED 

Client 

61492 

Micro 

45444.-03 

<  1.0 

DRINKING  FOUNTAIN 
ROOK  215 
1ST  DRAW 

1 

cnent 

61 492 A 

Micro  45444-04 

DRINKING  FOUNTAIN 
ROOM  215 
2ND  DRAW 

NOT  ANALYZED 

Client 

61493 

Micro 

45444-05 

2.2 

1 

DRINKING  FOUNTAIN 
ROOM  213 
1ST  DRAW 

Technical  Supervisor 


Analyst: 


PR 


Mao  Analytical  Laboratories,  Inc.  is  accredited  for  ies3"anatysis  m  drinking  water  by  the  Cafifomia  Department  ef  Health  Services,  Envircrnmenial 
Laboratory  Accra  (Station  Program  (ELAP),  Certificate  #1007,  Samples  ore  analyzed  by  GrophHo  Furwc*  Atomic  Absorption  Spectrometry  in 
accorcance  wrtft  Method  3113B  (Standard  Memoes  tor  me  Examination  or  water  and  Waatewotor,  iem  fxfibon,  1093,  Amoocan  Pubfc  Hmwi 
Association.  Amoncsn  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  mat  net  bo  repaxlucerf  exoapt  in  hit.  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unft  explanation:  ppb  =  pars  per  billon. 

5900  MOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0624 
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MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3115B 

1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRIUO  ES 
W.O.  NO.  WT97-357 


Micro  Loo  In  45444 
Total  Samples  2  6 
Date  Slurried  6/14/97 
Date  Received  6/13/97 
Date  Analyzed  6/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

0RINKJ1 
ROOU2 
2ND  OR 

61493A 

A  tH  A  A  A  -ftO 

<G  FOUNTAIN 

13 

AW 

NOT  ANALYZED 

Client 
Micro 

DRINKS 

room  a 
1ST  OR 

61404 

45444-07 

■K3  FOUNTAIN 

12 

KW 

1.9 

1 

Client 

Micro 
OR1NK1 

ROOMS 

2ND  DF 

61494A 

45444-08 

HG  FOUNTAIN 

12 

1AW 

NOT  ANALYZED 

Client 

Micro 

DRTNKtl 
room: 
1ST  OR 

61  495 

45444-09 
MQ  FOUNTAIN 

m 

AW 

<  1.0 

1 

Client 
Micro 

ORINKT 

room: 

2ND  Df 

61 495 A 

45444-10 

NG  FOUNTAIN 

!11 

tAW 

NOT  ANALYZED 

Technical  Supervisor  — 7*^^  -  g/^23^7  Analyst:  

Micro  Analytical  Laboratories.  Inc.  is  accredited  foM&srrtrvatysis  In  drinking  water  by  the  California  Department  cf  Health  -Services.  Environmental 
Laboratory  Accreatatton  Program  (ELAP),  Ccmfioio  #1037.  Samples  ore  analyzed  by  Graphic  Furnaoo  Atomic  Absorption  Spectrometry  In 
aecoraanca  wrth  Method  31138  (Standard  Metnccs  for  the  Examination  or  water  and  Wastewater,  lam  eamon,  1992,  smcncan  futfic  n»»nn 
Association.  American  Water  Wooes  Asscctaoon,  Water  Pollution  Control  Federation).  The  report  must  not  be  reproduced  except  In  hit,  wrth  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  jampteG  analyzed.  Una  explanation;  ppb = pans  per  bltton. 

3  5900  MOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  •  (510)  6534824 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  •  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

61496 

Micro 

45444-1 1 

1.6 

1 

DRINKING  FOUNTAIN 
ROU  21 ZA  MR.  LU 
1ST  DRAW 

Client 

61496A 

Micro  45444-12 

DRINKING  FOUNTAIN 
ROOM  «2A  MR.  LU 

2ND  DRAW 

NOT  ANALYZED 

CliBnt  j  61497 

Mfcro 

45444-13 

<1.Q 

DRINKING  FOUNTAIN 
ROOM  mo  UBRARV 
1ST DRAW 

1 

Client 

S1497A 

Mero  45444-14 

DRINKING  FOUNTAIN 
ftOOM  200  UBRARY  ' 
2ND  DRAW 

NOT  ANALYZED 

COent 

61498 

Mere 

45444-1 S 

<1.0 

1 

DRINKING  FOUNTAIN 
ROOM  20* 
1ST  DRAW 

PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45444 
Total  Samples  2  6 
Date  Sampled  6/14797 
Date  Recsived  6/1  8/97 
Dato  Anetyzed  6/1  6/97 


Technical  Supervisor 

^-^-—yrT-^xJU-- s/23/97        Analyst:   2*  

Micro  Analytical  Laboratories,  Inc.  is  accredited  fo^aa*^ra^^^^lnKng  yrator  by  the  Calffomia  Oopartment  of  Heath  Services,  Environmental 
Laooratory  Accrwfitation  Program  (ELAP),  Cortjfieot*  #1037.  Samples  a«a  analyzed  by  GrvpMa  Pumaee  Atomic  Absorption  Spectrometry  rt 
accordance  wstn  Method  31133  (Standard  Methods  tor  the  Examination  ot  water  ana  wastewater,  i«h  «&km,  1992,  American  PuWic  H©*uh 
Association.  American  Waier  wonts  Association,  water  Pollution  Control  Federation).  Thb  report  must  not  be  reproduced  «o»p<  in  Ml.  w*h  the 
approve:  of  Micro  Analytical  LaBoratorles.  inc..  ano  pertains  only  to  the  sample*  analyzed.  Unit  axptanation:  ppb  =*  parts  per  btfSoru 

5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GBAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Lop  In  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  Date  Sampled  6/14/97 

San  Francisco,  CA  94124  W.O.  NO.  WT97-357  DateRee*rved  6/16/97 

Date  Analyzed  6/1  6/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Orient 
Micro 


61498A 


45444-16 

DRINKING  FOUNTAIN 
ROOM  204 
2ND  DRAW 


NOT  ANALYZED 


Client 


61  499 


Micro  45444-17 
DRINKING  FOUNTAIN 

ROOM  203 
1ST  DRAW 


<  1 .0 


CRent 


€1499 A 


Micro  45444-18 
DRINKING  FOUNTAIN 

ROOM  209 

2ND  DRAW 


NOT  ANALYZED 


CBont 


81490 


Micro  45444-19 

DRINKING  FOUNTAIN 
ROOM  203 
1ST  DRAW 


<  1.0 


Client 


61 430 A 


Micro  43444-20 

DRINKING  FOUNTAIN 
ROOM  205 
2ND  DRAW 


NOT  ANALYZED 


.-..up 

•  -is 


Technical  Supervisor: 


6/23/97 


Analyst; 


7R 


Mcro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis >wdrjTjkH*g  water  by  the  California  Department  of  Healtn  :  Services,  Environmental 
Laboratory  Accreditation  Program  <E_AP).  Certificate  #1037.  Samples  are  analyud  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Sta/fflaro  Memoes  for  trie  Examination  or  water  and  Wa*»wmter,  iam  edition.  199£,  Anwican  Pu&fic  Health 
Association.  American  water  worKs  Association,  Water  Pollution  Control  Fsdar&fion).  This  report  must  net  be  reproduced  except  in  fu9,  with  tho 
approval  Gt  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samptas  anafyzol  Unit  axpianaoort;  ppb  =  parts  oor  h  llton. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


-<ij-oi  wlu  idiuj  rn 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31H3B 

1063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

CTient 

61450 

Mfcro 

45444-21 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  202 
1ST  DRAW 

Client 

S1450A 

Micro  45444-22 

DRINKING  FOUNTAIN 
room  ana 
2ND  DRAW 

NOT  ANALYZED 

Client 

61451 

Micro 

45444-23 

1 

DRINKING  FOUNTAIN 

ROOM  210 

1ST  OR  AW 

3.3 

CQent 

614S1A 

Micro  45444-24 

DRINKING  FOUNTAIN 
ROOM  201 
2ND  DRAW 

NOT  ANALYZED 

Client 

61452 

MlOO 

45444-25 

<1.0 

1 

DRINKING  FOUNTAIN 
KITCHEN  2ND  aOOOR 
1ST  DRAW 

PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  454  44 
Total  Samples  2  6 

Date  Sampled  6/14/97 

Date  Received  6/16/97 

Date  Ana"yz»d  6/1  6/97 


Technical  Supervisor       f  XL  yf*  v/c7~^"o/23/97  Analyst:  FR 

Farid  Ramedartaia^teh.  MvS/ 


Micro  Analytical  Laboratories,  Inc.  -s  acaedited  for  !aad  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
laboratory  Accreditation  Program  (ELAP).  CartmcatB  #1037.  Samples  are  anaiyzBO  By  Graprrtte  Furnace  Atomic  Absorption  Spectrometry  In 
aecoraanee  win  Mernoa  31I2B  (StEnoara  Memoos  ror  me  Examination  or  water  ana  wastewater,  lwn  edition,  issz.  American  PudHc  neaim 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  mutt  not  be  reproduced  except  in  full,  with  (he 
approval  of  Micro  Analytical  Laboratories.  Inc..  snn  pertains  cnty  to  the  sample*  analyzed.  Urtit  explanation:  oob  =  pans  per  b«cn. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  ■  (510)  553-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Loo  in  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Sarnplas  26 

1551  Newcomb  Avenue.  Rm.  103  CABRILLO  E5  Date Sarrpled  6/14/97 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357  Date  Recsived  6/16/97 

Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Conoantration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6-J452A 

Micro  45444-26 

DRINKING  FOUNTAIN 
KITCHEN  2ND  FLOOR 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor 


Analyst: 


FR 


bAao  Analytical  Laboratories,  Inc.  is  accredited  for  lead  afiatyas  ih-ddqfcpg  water  by  the  Caftfomia  Department  of  Health  Services.  Environmental 
■wao  oratory  AccrecataUon  Program  (ELAP).  Certificate  #1097.  Samp  toe  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accoraar.es  wen  Metfioa  31 13B  fStanoara  Methcas  for  trte  Exammarion  at  Water  and  Wastewater,  -tath  edition,  iwt,  .tavmcw  PubKc  Heal* 
Association.  Amencan  water  worxs  Association,  water  Pollution  Control  FeootaGon).  This  report  must  not  be  reproduced  except  in  ful,  with  the 
aDproval  of  Micro  Analytical  Laboratories,  Inc.  and  pertains  only  to  the  samples  analyzed,  unit  explanation;  ppb  =  parts  per  bttoru 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  053-0824 


P»g»  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  PURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT;  Micro  Log  In  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm,  103  CABR1LLO  ES  DateSaropled  6/14/97 

San  Francisco.  CA   94124  W.O.  NO.  WT97-357  Date  Reived  6/1 6/97 

Data  Anaiyiad  6/16/9-7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

5811  1 

Micro 

4S443-01 

<  1.0 

1 

ORINKJNG  FOUNTAIN 
ROOM  114 
1ST  DRAW 

Client 

581 11  A 

Micro  45443-02 

DRINKING  FOUNTAIN 
ROOM  114 
2ND  DRAW 

MOT  ANALYZED 

Client 

58112 

Micro 

45440-03 

1.5 

1 

DRINKING  FOUNTAIN 
ROOM  115 
1ST  DRAW 

CUent 

S3112A 

Mao  45443-04 

DRINKING  FOUNTAIN 

ROOM115 

1ST  DRAW 

NOT  ANALYZED 

Client 

56113 

Micro 

45443-05 

5.0 

DRINKING  FOUNTAIN 

ROOM113 

1ST  DRAW 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Sutvices,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  witn  MetnoC  37  738  (Standard  Memoes  tor  Uie  Examination  ot  water  and  wastewater  ion  soman,  is*2,  Amencan  Public  Hcann 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  nil,  with  me 

approval  of  Micro  Ar^lytieat  Laboratories.  Inc..  and  pertains  only  to  (ha  eampl««  analyzed.  Unit  explanation:  ppb  ?  porta  pw  bit  On. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CAUFORNIA  04608  -  (610)  663-0824 


^&m^-m^mm^^^ ^ •     •••••  •      •   •■'  ••  .  ■  *'^<&%W£}*$?smm 

:  Hi  t  iAW-\ 


Pnga  2 


MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Sample  1  6 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  DawSampiod  6/14/97 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357  d^r^m*  6/16/w 

Date  Anai/zed  6/1  8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKl) 
ROOMV 
2ND  OR 

58113A 

45443-06 

W  FOUNTAIN 
3 

AW 

HOT  ANALYZED 

Client 
Mao 

DRJWKU 
ROOM  1 

1ST  OR 

S8114 

4.5443-07 
FOUNTAIN 

16 

AW 

1.2 

1 

Client 

Mkro 

DRINKS 
ROOM1 
2ltO  Of 

581 14A 

45443-08 

MG  FOUNTAIN 

W 

tAW 

NOT  ANALYZED 

Client 
Micro 

DRINKl 
ROOM1 
1STDR 

581 15 

45440-09 

M6  FOUNTAIN 

12 

AW 

3.7 

1 

Client 
Micro 

DRINK! 
ROOMt 
2ND  Df 

58115A 

45443-10 

NG  FOUNTAIN 

12 

WW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ot  Health  Sumces,  Environmental 
Laboratory  Accreditation  Program  (ELAF).  Certificate  n 037.  Samotes  are  analyzed  ay  Qrapntte  Furnace  Atomic  Absorption  Spectrometry  <a 
accordance  witfi  Metnod  31136  (Standard  Methods  lor  the  Examination  of  water  3na  wastewater,  ism  eawon,  iwz,  Ainencan  Puonc  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  Trus  report  must  not  be  reproduced  except  in  tun,  witn  me 
aoprovd  of  Micro  Analytical  Laboratories,  Inc.  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  bUBon. 


5000  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  553-0S24 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ♦  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  454-43 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  Date  Sampled  6/1  a/97 

San  Francisco,  CA  94124  W.O.  NO.  WT97-357  Date  Received  6/ 1 6/97 

Date  Analyzed  6/1  8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

58116 

Micro  45443-11 

DRINKING  FOUNTAIN 
ROOM  1 11 
1ST  DRAW 

<  1.0 

1 

CSent 

581 16A 

Moo  45443-12 

DRINKING  FOUNTAN 
ROOM  111 
2ND  DRAW 

NOT  ANALYZED 

Client 

58117 

Mao  45443-13 

MULTIPLE  DF 
ROOM  ICS 

MULT)  •  PURPOSE  ROOM 
1ST  DRAW 

<1.0 

1 

Client 

58117A 

Mao  45443-14 

UULTt  DF 
ROOM  106  ' 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

NOT  ANALYZED 

Client 

58113 

Micro  45443-15 

MULT!  DF 
ROOM  106 

MULTIPURPOSE  ROOM 
1ST  DRAW 

<1.0 

1 

Technical  Supervisor: 


mm 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  trrtrinlang  water  by  the  California  Department  of  Health  Services,  Environmental 
Laooraiory  AecreottaKon  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  OsapnHe  Furnace  Atomic  Absorption  Spectrometry  In 
accoroence  with  Memod  3113B  (Standard  Metroes  tor  tne  exarrrtnaoon  of  Waier  ana  wastewater,  iatn  eautcn,  iase,  Amwtcmn  rvbiic  Heaiih 
Association,  American  Water  WofKS  Assoeiaton,  Water  Poounon  Control  Federation).  This  report  must  not  be  reproduced  except  m  hi),  with  the 
approval  of  fcCcro  Analytical  Laboratories,  lno,  and  pertains  only  to  tne  samcJos  analyzed.  Unit  applanation;  ppb  =  parts  per  baton. 


5900  HOLUS  STREET,  SUITE  U,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  S53-6824 


: ;  ^  5%P.05/07. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABR1LL0  ES 
W.O.  NO.  WT97-357 


Micro  Lag  In  45443 
Total  Sam  oles  1  6 
Date  Sampled  6/14/97 
Data  Received  6/16/97 
Date  Analyzed  6/18/97 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Detection 
Limit 
(ppb) 

Comments 

Client 

58118A 

Micro  45443-16 

MULT1  OF 
ROOM  108 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supgn/ignr  °1  A> —  —  6/23/97         Analyst:   EL 

Farid  Ri 


Micro  Analytical  Laboratories,  inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  aneryzod  by  GrapnrtB  Furnace  Atomic  Abeorf  Son  Spectrometry  In 
accoroonco  *v<tn  Method  37138  (SmndM/d  Methods  for  the  Examination  cf  Wo  tor  and  Wastewater.  18th  edition.  1902.  American  PubKe  Health 
Assoctaflon,  American  Water  Works  Association,  Water  Pollution  Control  federation).  This  report  must  not  be  reproduced  swept  in  ltd,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  anaiyzod.  Unit  oxpisnasiorr.  ppb  -  parts  per  biion. 


5900  HOLUS  STREET.  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  £53-0624 


NO.  5401     F.  15/39 

(650)  364-9600  FAX  (650)  364.9233 

(510)  988-9600  FAX  (5t0)  918-9673 

(916)  921-9600  FAX  (9»6)  921-0100 


I'SFUSD  Client  Proj.  ID:     Carmichael  Sampled:  08/21/97  ? 

!|  1551  Newcomb  Ave.,  Rm.  103  Received:  08/25/97  1 

I  San  Francisco,  CA  94124  Lab  Pro].  ID:  9708C94  Analyzed:  see  below  | 

Bl  - 

m 

P_Anenttonv  ^nxeGia^  ^  _  _  _     foRgfi??/  ^^j^pj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C94-01 

Sample  Desc  :  UQUID.Carmichael  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-02 

Sample  Desc :  UQUID,Carmichael  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-03 

Sample  Desc  :  UQUID.Carmichael  2 

Lead 

mg/L 

08/28/97 

0-0050 

N.D. 

Lab  No:  9708C94-04 

Sample  Desc :  UQUID,Carmichael  3 

Lead 

mg/L 

OB/28/97 

0.0050 

0.0085 

Lab  No:  9708C94-05 

Sample  Desc :  LIQUlD,Carmlchael  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0077 

Lab  No:  9708C94-06 

Sample  Desc :  UQUID.Carmichael  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-07 

Sample  Desc :  UQUID.Carmichael  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

199'    4 : 48FV 


/jj^  Sequoia 
Analytics 


680  Chesapeake  Drive  Redwood  City,  CA  94063 
404  N.  Wiget  Lar*  Walnut  Creek,  CA  94598 

y^j^r^Jy£j£»^J  819  Striker  Av«m«,  Suit*  B    Sacramento,  CA  95834 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320  P. 016 


AUG.  23.  195'  4:48PM 

Sequoia 
Analytical 


$80  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N'.  Wiget  Walnut  Creek,  CA  94598 

8 19  S»rtk«r  A«e»«i*,  Suit*  B     Sacramento,  CA  95814 


SC.  5401     F.  17/29 


(650)  364.9600 
(510)  588-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  988.9673 
FAX  (916)  921.0100 


§  SRJSD 

1 1551  New  comb  Ave.,  Rm.  103 
lil  San  Francisco,  CA  94124 


=  Attention: 

HnmiiiiijiniiK 


Bruce  Giannini 


Client  Pi^JDTItolC^Knichael  ™"ra,™ra™ip',,lin' 


Lab  Proj-  ID:  9706094 


Sampled:  08/21/97  i 

Received:  08/25/97  1 

Analyzed:  see  below  jjj 

Reported:  08/28/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C94-08 

Sample  Desc  :  LlQUID.Carmichael  7 

Lead 

mg/L 

08/28/97 

0.0050 

0.020 

Lab  No:  9708C94-09 

Sample  Desc :  UQUID,Carmichael  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708094-10 

Sample  Desc :  LlQUID.Carmichael  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:          9708C94-1 1 

Sample  Desc  :  LlQUID.Carmichael  B 

Lead 

mg/L 

08/28/97 

0-0050 

N.D. 

Q 


AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


08/29/97    17:44         TX/RX  NO. 9320         P. 017 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


063 

SFUSD  -  Asbestos  Control  Program 
551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARMICHAEL  ES 


Micro  Log  In    49  2  91 
Total  Samples  4 
Date  Sampled  10/2/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7A 

2.0 

1.0 

Micro  49291-01 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 

Client 

7B 

1.7 

1.0 

Micro  49291-02 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 

Client 

7C 

2.0 

1.0 

Micro  49291-03 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 

Client 

1  1B 

<  1.0 

1.0 

Micro 

BLANK 

49291-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foVle^d  atalysTsSRjdrjnfcing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate?TCf37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9291 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4      ,  , 

1551  Newcomb  Avenue,  Rm.  103  CARMICHAEL  ES  Date  Sampled  (0 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 


Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7A 

2.0 

1.0 

Micro  49291-01 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 

Client 

7B 

1 .7 

1.0 

Micro  49291-02 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 

Client 

7C 

2.0 

1.0 

Micro  49291-03 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 

Client 

1 1  B 

<  1.0 

1.0 

Micro 

BLANK 

49291-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisvn  dunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
UPPER 
FIRST  C 

1 

47728-01 

<<G  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

25.2 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  [ 

3 

47728-02 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
>RAW 

<1.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  [ 

4 

47728-03 

-(INKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

3.6 

1.0 

Client 
Micro 

SINKD 
UPPER 
RRST  I 

5 

47728-04 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

1  6.2 

1.0 

Client 
Micro 

SINKD 
UPPER 
FIRST  I 

6 

47728-05 

RINKING  FOUNTAIN 
FLOOR  SE  WING 
DRAW 

21 .9 

1.0 

Technical  Supervisor:  — v-g^ — -v  x^---^9 /  8  /  9  7  Analyst:   FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana4y*is  itvdflhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  77  2  8 
Total  Samples  34 
Date  Sampled  8/19/9  7 
Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 

7 

34.8 

1.0 

Micro  47728-06 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SE  WING 
FIRST  DRAW 

Client 

8 

2.9 

1.0 

Micro  47728-07 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SE  WING 
FIRST  DRAW 

Client 

9 

7.0 

1.0 

Micro  47728-08 
SINK  FAUCET 

UPPER  FLOOR  COURTYARD 
FIRST  DRAW 

Client 

1  1 

87.2 

2.2 

Micro  47728-09 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SW  CLASSROOMS 
FIRST  DRAW 

Client 

1  2 

34.0 

1.0 

Micro   47728-1 0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  SW  CLASSROOMS 
FIRST  DRAW 

Technical  Supervisor:    "7  fL*&~—^<?-~ — <  /oft  ^9/8/97  Analyst:   12*  

Farid  Ramezanzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for Te^d^a^lysis^in-flrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate#T637.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47728-11 

SINK  FAUCET 

UPPER  FLOOR  TEACHERS'  LOUNGE 
FIRST  DRAW 

25.7 

1.0 

Client 

1  7 

Micro  47728-12 
SINK  FAUCET 

UPPER  FLOOR  TEACHERS'  LOUNGE 
FIRST  DRAW 

13.7 

1.0 

Client 

1  8 

Micro 

47728-13 

1.0 

DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

5.4 

Client 

20 

Micro 

47728-14 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

21 

Micro 

47728-1 5 

25.9 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foriead>analysts-m-erinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES 

San  Francisco,  CA  94124 


Micro  Log  In    47  72  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/2  5/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

22 

Micro 

47728-16 

1  62 

SINK  DRINKING  FOUNTAIN 

UPPER  FLOOR  NW  WING  -  LIBRARY 

FIRST  DRAW 

5.0 

Client 

23 

Micro 

47728-17 

5.8 

1.0 

SINK  DRINKING  FOUNTAIN 

UPPER  FLOOR  NW  WING  -  LIBRARY 

FIRST  DRAW 

Client 

24 

Micro 

47728-18 

4.4 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

25 

Micro 

47728-19 

28.1 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

26 

Micro  47728-20 

DRINKING  FOUNTAIN 
LOWER  FLOOR  HALL 
FIRST  DRAW 

27.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leativaoaJysis  irT-dmking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In    4  772  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/25/97 
Date  Analyzed  8/25/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

27 

Micro  47728-21 

DRINKING  FOUNTAIN 

LOWER  FLOOR  SE  WING  -  HALL 

FIRST  DRAW 

122 

2.5 

Client 

28 

Micro 

47728-22 

79.3 

2.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

29 

Micro 

47728-23 

28.7 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

30 

Micro 

47728-24 

166 

6.7 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

3  1 

Micro 

47728-25 

1  0.0 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&d-analysisTrr'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In    4772  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  _  .  _,    .  . 

'  Date  Received  8/2  5/9  7 

Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppt>)  (ppb) 


Client 

32 

4.5 

1.0 

Micro  47728-26 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

33 

1  1.6 

1.0 

Micro  47728-27 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

34 

10.3 

1.0 

Micro  47728-28 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

35 

29.6 

1.0 

Micro  47728-29 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI  -  PURPOSE 

FIRST  DRAW 

Client 

36 

13.1 

1.0 

Micro  47728-30 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  MULTI  -  PURPOSE 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le~ad-an£lysis  Tfrelrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

37 

Micro  47728-31 
SINK  FAUCET 

LOWER  LEVEL  FACULTY  DINING 
FIRST  DRAW 

13.6 

1.0 

Client 

38 

Micro  47728-32 

SINK  FAUCET 

LOWER  LEVEL  KITCHEN 

FIRST  DRAW 

26.6 

1.0 

Client 

B 

Micro 

BLANK 

47728-33 

<1.0 

1.0 

Client 

39 

Micro 

SPIKED 

47728-34 

64.0 

2.5 

Technical  Supervisor:      _j '  lt£: — jE: — ^ 9/8/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dflnRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 
UPPER 
FIRST  C 

25A 

49292-01 

LINKING  FOUNTAIN 
LEVEL  N.W  WING 
•RAW 

12.8 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

25B 

49292-02 

LINKING  FOUNTAIN 
LEVEL  N.W  WING 
)RAW 

13.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

25C 

49292-03 

LINKING  FOUNTAIN 
LEVEL  N.W  WING 
)RAW 

6.6 

1.0 

Client 
Micro 

SINK  F> 
LOWER 
FIRST  I 

38A 

49292-04 
VUCET 

LEVEL  KITCHEN 
)RAW 

4.0 

1.0 

Client 
Micro 

SINK  Fi 
LOWEF 
FIRST  1 

38B 

49292-05 
MJCET 

LEVEL  KITCHEN 
JRAW 

4.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l^ad-^nalysi&jd  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6  2 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 
San  Francisco,  CA  94124 


Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
LOWER 
RRST  I 

38C 

49292-06 
XUCET 

LEVEL  KITCHEN 
>RAW 

22.0 

1.0 

Client 
Micro 

SPIKED 

CARVER  S 

49292-07 

10.9 

1.0 

Client 
Micro 

BLANK 

BLANK 

49292-08 

<      1 .0 

1.0 

Client 
Micro 

SINK  D 
N.W  Wl 
RRSTI 

22A 

49292-09 

LINKING  FOUNTAIN 
MG  UPPER 
)RAW 

12.1 

1.0 

Client 
Micro 

SINKD 
N.W  Wl 
RRST  1 

22B 

49292-10 

FUNKING  FOUNTAIN 
m UPPER 
>RAW 

4.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadjan^ysis  irforinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

22C 

8.7 

1.0 

Micro  49292-11 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER 
FIRST  DRAW 

Client 

21  A 

4.4 

1.0 

Micro  49292-12 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

21  B 

2.1 

1.0 

Micro  49292-13 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

21C 

6.0 

1.0 

Micro  49292-14 

SINK  DRINKING  FOUNTAIN 
N.W  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

1  A 

10.5 

1.0 

Micro  49292-15 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Ramezanzadeh, 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drtnWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA  94124  n ,  D  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  B 

Micro 

49292-16 

10.7 

1.0 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

1  C 

Micro 

49292-17 

10.5 

1.0 

DRINKING  FOUNTAIN 
S.E  WING  UPPER  FLOOR 
FIRST  DRAW 

Client 

16A 

Micro  49292-18 
SINK  FAUCET 

TEACHER  LOUNGE/ UPPER  FLOOR 
FIRST  DRAW 

4.9 

1.0 

Client 

16B 

Micro  49292-19 
SINK  FAUCET 

TEACHER  LOUNGE / UPPER  FLOOR 
FIRST  DRAW 

2.4 

1.0 

Client 

16C 

Micro  49292-20 
SINK  FAUCET 

TEACHER  LOUNGE / UPPER  FLOOR 
FIRST  DRAW 

6.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  r&qchanaiysoain  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1 0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
UPPER 

ci OCT  r 
rind  l  L 

5A 

49292-21 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 

IDAUI 
JHAW 

1.7 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  C 

5B 

49292-22 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  [ 

5C 

49292-23 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

3.1 

1.0 

Client 
Micro 

SINKD 
UPPER 
RRSTI 

6A 

49292-24 

RINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

2.5 

1.0 

Client 
Micro 

SINKD 
UPPER 
FIRST  1 

6B 

49292-25 

RINKING  FOUNTAIN 
LEVEL  S.E  WING 
3RAW 

2.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dTfnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6  2 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/9  7 
San  Francisco,  CA  94124 


Date  Received  10/8/9  7 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6C 

Micro 

49292-26 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

4.6 

Client 

7A 

Micro 

49292-27 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

3.9 

Client 

7B 

Micro 

49292-28 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

9.5 

Client 

7C 

Micro 

49292-29 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.E  WING 
FIRST  DRAW 

3.5 

Client 

1  1  A 

Micro 

49292-30 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

5.3 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahaly9i£jn)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  rT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1  B 

3.0 

1.0 

Micro  49292-31 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

Client 

1  1C 

6.0 

1.0 

Micro  49292-32 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

Client 

12A 

6.5 

1.0 

Micro  49292-33 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

Client 

12B 

5.6 

1.0 

Micro  49292-34 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
RRST  DRAW 

Client 

12C 

10.9 

1.0 

Micro  49292-35 

SINK  DRINKING  FOUNTAIN 
UPPER  LEVEL  S.W  WING 
FIRST  DRAW 

Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  letod  analysle  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037\&amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA  94124  n  .  B    .   .  <nloln-, 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
LOWER 
FIRST  t 

29A 

49292-36 

UNKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

3.1 

1.0 

Client 
Micro 

SINK  Dl 
LOWER 
FIRST  [ 

29B 

49292-37 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
LOWER 
FIRST  I 

29C 

49292-38 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

3.6 

1.0 

Client 
Micro 

SINK  D 
LOWER 
FIRST  I 

30A 

49292-39 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

5.1 

1.0 

Client 
Micro 

SINK  D 
LOWER 
FIRST  1 

30B 

49292-40 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

3.7 

1.0 

Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


deh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited^Tor"feadvaaatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  9 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

30C 

Micro 

49292-41 

1 1 .5 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

Client 

17A 

Micro 

49292-42 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  TEACHER  LOUNGE 

FIRST  DRAW 

3.5 

Client 

17B 

Micro 

49292-43 

2.8 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  TEACHER  LOUNGE 

FIRST  DRAW 

Client 

17C 

Micro 

49292-44 

18.2 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  TEACHER  LOUNGE 

FIRST  DRAW 

Client 

35A 

Micro 

49292-45 

20.1 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  iorleM  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page   1 0 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    49  2  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/9  7 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

35B 

8.9 

1.0 

Micro  49292-46 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

35C 

13.2 

1.0 

Micro  49292-47 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

36A 

3.0 

1.0 

Micro  49292-48 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

36B 

3.3 

1.0 

Micro  49292-49 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Client 

36C 

4.1 

1.0 

Micro  49292-50 

SINK  DRINKING  FOUNTAIN 

LOWER  LEVEL  MULTI-PURPOSE  ROOM 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ramezanzaden>M.S. 


10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le>sd_aifclysisviRji?kiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9  292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
LOWER 
RRST  C 

37A 

49292-51 
UJCET 

LEVEL  FACULITY  DINING 
(RAW 

7.2 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
FIRST  C 

37B 

49292-52 
VUCET 

LEVEL  FACULITY  DINING 
(RAW 

19.4 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
FIRST  t 

37C 

49292-53 
VUCET 

LEVEL  FACULITY  DINING 
(RAW 

49.6 

1.0 

Client 
Micro 

LOWER 
RRST  C 

26A 

49292-54 

LEVEL  HALL 
(RAW 

2.9 

1.0 

Client 
Micro 

LOWER 
FIRST  [ 

26B 

49292-55 

LEVEL  HALL 
)RAW 

4.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for4ead  anaTysts-fh  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA  94124  ^  ,  D    .  . 

Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

LOWER 
RRST  C 

26C 

49292-56 

LEVEL  HALL 
)RAW 

5.7 

1.0 

Client 
Micro 

LOWER 
FIRST  I 

27A 

49292-57 

LEVEL  S.E  WING  HALL 
)RAW 

17.7 

1.0 

Client 
Micro 

LOWER 
FIRST  t 

27B 

49292-58 

LEVEL  S.E  WING  HALL 
)RAW 

1 1 .9 

1.0 

Client 
Micro 

LOWER 
FIRST  [ 

27C 

49292-59 

LEVEL  S.E  WING  HALL 
)RAW 

16.7 

1.0 

Client 
Micro 

LOWER 
FIRST  I 

28A 

49292-60 

LEVEL  S.E  WING 
)RAW 

3.3 

1.0 

Technical  Supervisor:  5  10    10/10/97         Analyst:   0L 


Farid  Rarri 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iee4_a^alysl8-id  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 


Micro  Log  In    4  92  9  2 
Total  Samples  62 
Date  Sampled  10/5/97 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

28B 

Micro 

49292-61 

2.2 

1.0 

LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

Client 

28C 

Micro 

49292-62 

1.0 

LOWER  LEVEL  S.E  WING 
FIRST  DRAW 

4.1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Idad  an^y^jn  drhyking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate?PT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 


Micro  Log  In    5  2161 
Total  Samples  3 
Date  Sampled  1/17/98 
Date  Received  1/20/98 
Date  Analyzed  1/20/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

CARVER  33A 

Micro 

52161-01 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SE  WING 

2.4 

Client 

CARVER  33B 

Micro 

52161-02 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SEWING 

Client 

CARVER  33C 

Micro 

52161-03 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SEWING 

2.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forNeadjfialysisJa-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 

I 

I 

I 


JUN-U8-99  TUE  10:24  AM 


FAX  NO. 


P.  02/18 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  ■  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 
W.O.  75051 


Micro  Log  in    6  94  9  8 
Total  Samples  2  0 
Date  Sampled  6/3/1999 
Data  Received  6/3/1999 
Date  Analyzed  6/7/199  9 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client  [             CARVER  1  I 

Micro 

69498-01 

4 

1 

DRINKING  FOUNTAIN 
UPPER  FLOOR,  SE  WING 
1ST  DRAW 

Client 

CARVER  5  1 

Micro 

69498-02 

1 

DRINKING  FOUNTAIN 
UPPER  FLOOR,  SEWING 
1ST  DRAW 

2 

Client 

CARVER  6  1 

Micro 

69498-03 

1 

DRINKING  FOUNTAIN 
UPPER  FLOOR,  SE  WING 
1ST  DRAW 

2 

Client 

CARVER  7  1 

Micro 

69498-04 

DRINKING  FOUNTAIN 
UPPER  FLOOR, SEWING 
1ST  DRAW 

4 

1 

Client 

CARVER  11  I 

Micro 

69498-05 

6 

DRINKING  FOUNTAIN 
UPPER  FLOOR,  SE  WING 
1ST  DRAW 

1 

Technical  Supervisor: 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^af^lyfiiLjd^MokioajSate'  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Grephilo  Furnace  Atomic  Absorption  Spocirometry  in 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  wlin  cho 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0024 


juw-ua-yy  rut  10:24  An 


FAX  NO. 


P.  03/18 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 
W.O.  75051 


Micro  Log  in    6  94  98 
Total  Samples  20 
Dale Samplod  6/3/ 199  9 
Date  Received  6/3/1999 
Dale  Analyzed  6/7/199  8 


Detection 

Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

CARVER  12  1 

Micro 

69498-06 

1  5 

1 

SINK  DRINKING  FOUNTAIN 
SW  CLASSES,  UPPER  FLOOR 
1ST  DRAW 

Client 

CARVER  16  1 

Micro 

69498-07 

1 

SINK  FOUNTAIN 

TEACHER'S  LOUNGE,  UPPER  FLOOR 
1ST  DRAW 

3 

Client 

CARVER  17  1 

Micro 

6949B-08 

1 

SINK  FOUNTAIN 

TEACHER'S  LOUNGE,  UPPER  FLOOR 
1ST  DRAW 

2 

Client 

CARVER  21  1 

Micro 

69498-09 

1 

SINK  DRINKING  FOUNTAIN 
NW  WING,  UPPER  FLOOR 
1ST  DRAW 

7 

Client]           CARVER  22  1 

Micro 

69498-1 0 

SINK  DRINKING  FOUNTAIN 
NW  WING.  UPPER  FLOOR 
18T  DRAW 

4 

1 

I 


i 


Technical  Supervisor: 


Analyst: 


TT 


Micro  Analytical  Laboratories,  inc.  is  accredited  (or  lelib^atyatfTrvafinftng  wator  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Grephita  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Molhod  3113B  (Standard  Methods  for  tho  Examination  of  Waler  and  Wastewater.  1Bth  edition,  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  s  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0624 


JUN-U8-39  TUE  10:25  AM 


FAX  NO. 


P.  04/18 


Pago  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 
W,0.  75051 


Micro  Log  In    6  9  49  8 
Total  Samples  20 
Date  Sampled  6/3/1999 
Date  Received  6/3/1999 
Date  Analyzed  6/7/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

CARVER  25  1 

Micro 

69498-1 1 

SINK  DRINKING  FOUNTAIN 
NW  WING.  UPPER  FLOOR 
1ST  DRAW 

2 

1 

Client 

CARVER  26  1 

Micro 

69496-12 

1 

DRINKING  FOUNTAIN 
LOWER  FLOOR,  HALL 
1ST  DRAW 

2 

Client 

CARVER  27  1 

Micro 

69496-13 

1 

DRINKING  FOUNTAIN 

SE  WING.  MALL  -  LOWER  LEVEL 

1ST  DRAW 

2 

Client 

CARVER  28  1 

Micro 

69496-14 

1 

DRINKING  FOUNTAIN 

SE  WING,  HALL'  LOWER  LEVEL 

1ST  DRAW 

2 

Client 

CARVER  29  1 

Micro 

69498-1 5 

SINK  DRINKING  FOUNTAIN 
SE  WING,  LOWER  LEVEL 
1ST  DRAW 

2 

1 

Technical  Supervisor: 


Q 


6/7/1999 

Data  Reported 

Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  In  drtnting  water  by  the  California  Department  ol  Health  Sorvlcas  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Fumaoe  Alomlc  Absorption  Spectrometry  In 
accordance  with  Mothod  3113B  (Standard  Mothods  lor  the  Examination  or  Waler  and  Wastewater,  iBth  edition,  1992,  American  Public  Health 
Association.  Amorlean  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unil  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  Mf  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


juN-ud-yy  rut  iu:'^b  an 


KAX  NU. 


P.  05/lf 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 
W\0.  75051 


Micro  Log  In  69498 
Total  Samples  2  0 
Data  Sampled  6/3/199  9 
Date  Received  6/3/1999 
Date  Analyzed  6/7/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 

(PP°) 

Comments 

Client 

CARVER  30  I 

Micro 

69496-16 

1 

SINK  DRINKING  FOUNTAIN 
SE  WING,  LOWER  LEVEL 
1ST  DRAW 

4 

Client 

CARVER  35  1 

Micro 

69498-17 

6 

1 

DRINKING  FOUNTAIN 
MULTIPURPOSE,  LOWER  LEVEL 
1ST  DRAW 

Client 

CARVER  97  1 

Micro 

69498-16 

1 

sink  fountain 

faculty  dining,  lower  level 

15T  DRAW 

2 

Client 

CARVER  38  1 

Micro 

69498-19 

1 

SINK  FOUNTAIN 
KITCHEN,  UPPER  LEVEL 
1ST  DRAW 

5 

Client 

CARVER  40  1 

Micro 

69498-20 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  COURTYARD,  LOWER  LEVEL 
1ST  DRAW 

2 

1 

tn/i*99  Analyst: 


TT 


Technical  Supervisor: 

Fa  rid  Rafoezaffeadeti.TO^.        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  wad^niBylajn  drirjfrng  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  aro  analyzed  by  PlaKorm  eraphilo  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Mothods  (or  tho  Examination  of  Water  and  Wastewater,  isth  edition.  1992,  Amorlcan  Public  Hoalih 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  raproducod  oxcapt  In  lull,  witn  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  por  billion. 

5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CENTRAL  CITY 
HOSPITALITY 


Micro  Log  In    49  4  5  5 
Total  Samples  9 
Date  Sampled  10/7/97 
Date  Received  10/10/97 
Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 

1 

49455-01 

IUCET 
N 

10.0 

1.0 

Client 
Micro 

DRINKII 
HALL  D 

2 

49455-02 

YG  FOUNTAIN 
RINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
WOMEr- 

3 

49455-03 
KUCET 

I  S  RESTROOM  LEFT 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
WOMEK 

4 

49455-04 
UICET 

1  RESTROOM  RIGHT 

<      1 .0 

1.0 

Client 
Micro 

SINK  Fi 
MEN'S 

5 

49455-05 
*UCET 

RESTROOM  LEFT 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in^tteokjbg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9455 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  CENTRAL  CITY  Date  Sampled  10/7/9  7 

San  FranciSCO,  CA    94124  HOSPITALITY  Date  Received  1  0/1  0/97 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  FJ 
MEN'S  1 

6 

49455-06 
kUCET 

1ESTROOM  RIGHT 

<  1.0 

1.0 

Client 
Micro 

SINK  F> 
MEN'S  1 

7 

49455-07 

VUCET 
1ESTROOM 

3.1 

1.0 

Client 
Micro 

SINK  Ft 
WOMEr 

8 

49455-08 
VUCET 

IS  RESTROOM 

2.2 

1.0 

Client 
Micro 

BLANK 

9 

49455-09 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTee^analyslSTn-dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CESAR  CHAVEZ  ES 


Micro  Log  In    4  8  02  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KfTCHE 
FIRST  C 

1 

48025-01 
WCET 

N  OFF  ROOM  2 
•RAW 

3.5 

1.0 

Client 
Micro 

MULTIP 
1STFL( 
FIRST  C 

2 

48025-02 

LE  DRINKING  FOUNTAIN 
)OR  HALL  NORTH 
)RAW 

1 .2 

1.0 

Client 
Micro 

SINK  Dl 

room: 

FIRST  [ 

3 

48025-03 

LINKING  FOUNTAIN 
10B  (KIND.  2) 
>RAW 

3.4 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  1 

4 

48025-04 
MJCET 

H  ROOM  151A 
)RAW 

5.5 

1.0 

Client 
Micro 

MULTIF 
CORRU 
FIRST  1 

5 

48025-05 

LE  DRINKING  FOUNTAIN  (2)(LHS) 
>OR  EOF  ROOM  4 
DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~aflaJyws^QjJrit)king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CESAR  CHAVEZ  ES 


Micro  Log  In    4  8  0  2  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48025-06 

MULTIPLE  DRINKING  FOUNTAIN  (3HCENTER) 
CORRIDOR  E  OF  ROOM  4 
FIRST  DRAW 


Client 


Micro  48025-07 

WATER-COOLED  DRINKING  FOUNTAIN 
CORRIDOR  W  OF  ROOM  4 
FIRST  DRAW 


<      1 .0 


3.8 


1.0 


1.0 


Client 


Micro  48025-08 

MULTIPLE  DRINKING  FOUNTAIN  (3HCENTER) 
CORRIDOR  W  OF  ROOM  4 
FIRST  DRAW 


1 .0 


1.0 


Client 
Micro  48025-09 

MULTIPLE  DRINKING  FOUNTAIN  (2)(LHS) 
CORRIDOR  W  OF  ROOM  4 
FIRST  DRAW 


<      1 .0 


1  0 


Client 
Micro  48025-10 

MULTIPLE  DRINKING  FOUNTAIN  (2)(LHS) 
1ST  FLOOR  HALL  SOUTH 
FIRST  DRAW 


2.0 


1.0 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CESAR  CHAVEZ  ES 


Micro  Log  In    4  8  0  2  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  1 

Micro  48025-11 

SINK  FAUCET 
LOUNGE  KITCHEN 
FIRST  DRAW 

21 .0 

1.0 

Client 

1  2 

Micro 

48025-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2MRHS) 
2ND  FLOOR  HALL  -  SOUTH 
FIRST  DRAW 

4.5 

Client 

1  3 

Micro 

48025-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2)(RHS) 
2ND  FLOOR  HALL  -  NORTH 
FIRST  DRAW 

1.3 

Client 

1  4 

Micro  48025-14 

SINK  FAUCET 
KITCHEN  ROOM35A 
FIRST  DRAW 

2.1 

1.0 

Client 

1  5 

Micro  48025-15 
FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor:     Z '  ^^^^^-y^C^          9/6/97  Analyst:  

Farid  Ra(mez^R2adeTvM  S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ieM-aTOly^sts-  in^jrinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  JOHN 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7787 

S.F.U.S.D.  Total  Samples  6 

YEHALL  CHIN  ES  Date  Sampled  8/22/97 

Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

Micro 

SINK  f; 
FIRST  C 

CHIN  1 

47787-01 

iUCET 
•RAW 

7.2 

1.0 

Client 
Micro 

SINK  F/ 
FIRST  r. 

CHIN  2 

47787-02 

ktlCET 
IRAW 

1 .2 

1.0 

Client 
Micro 

DRINKI 
FIRST  C 

CHIN  3 

47787-03 

YG  FOUNTAIN 
IRAW 

19.7 

1.0 

Client 
Micro 

DRINKI 
FIRST  [ 

CHIN  4 

47787-04 

NG  FOUNTAIN 
>RAW 

10.0 

1.0 

Client 
Micro 

MULTIF 
FIRST  1 

CHIN  5 

47787-05 

>LE  DRINKING  FOUNTAIN 
3RAW 

17.5 

1.0 

Technical  Supervisor: 


8/31/97 


Analyst: 


AL 


Farid  Ramezanzadert, IvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^aftaly^iVjri^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4778  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  JOHN  YEHALL  CHIN  ES  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(PPb) 

Client 

CHIN  6 

Micro 

47787-06 

BLANK 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


NO.  7167     P.  43/76  j 

6BO  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  964-9233 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9679 

Bl9Sirtker  Avenue,  Suite  6    Sacramento,  CA  95834  (916)  921-9600  FAX  (9)6)  921-0100 

I 
I 

i 
i 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco.  CA  94124 

jiii  ,ilB-  :    m  »m>  s.  ~  m  '  "' 

Client  Proj.  ID:     Chin  E.S- 
LabProj.  ID;  9710483 

l,-.«---===r= ;=--eBii|iin; 
--  iilBinillliB^S 

„.,....■  •   ,:  — •5Hi!HiMifim======j==— smuiu.- 

S==3»ll|llll,l.            "      ilillll  Sin 
OamrtlcvH'  m/ni  /Q~7  =■ 

Received:  10/09/97  = 
Analyzed:  see  below  ||j 

Attention:     Bruce  Giannini 

SSS  uMliiniNaseairT-r":  ■•-'-'■'-•••"iini||||  .,„  -  —_  --  .   

Reported:  10/14/97  II 

~-^m(IMI«&U-!-T:rii:!!K!mH|[H|llM  1 
::::n.-rii,iMiri1JJlo"-™=^=^:-"-:ilH(ll  1  hit::: 

LABORATORY  ANALYSIS 

—    .  -i-'IIIIIHIUhli— ::::::: 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9710483-01 

Sample  Desc  :  UQUID,Chin  E.S.  3-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

UbNo:  9710483-02 

Sample  Desc  :  LIQUID,Chin  E.S,  3-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710483-03 

Sample  Desc :  UQUID.Chin  E.S.  3-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.015 

Lab  No:  9710483-04 

Sample  Desc  :  LlOUID,Chin  E.S.  5-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710483-05 

Sample  Desc :  UQUID.Chin  E.S.  5-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710483-06 

Sample  Desc  :  UQUID,Chin  E.S.  S-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

0.0050  N.D 


i 


Page:  l 


t,  mi  u\\m 

fk\  Sequoia 
~  Analytical 


Lab  No:  9710483-07 

Sample  Desc :  UQUID,Chin  E.S.  5-C  (duplicate) 


Lead 


mg/L 


10/11/97 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manage 


10/14/97     11:58         TX/RXN0.0298  P. 043 


:  j     i  n rs n    t       i  irif 

14.  133?  iC\  linfl 


KU.  .'ID,'       r.    44/  /g 


i"\        ^Pfiliriia  6B0  Chesapcike  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

#J(_|       k->t^L*v_/iC*  404  N.  Wlget  Lane  Walnut  Creek,  CA  94598      (510)  988-9600         FAX  (510)  988-9673 

--rr~--^J     ^J-J^|yfQ££||  B 1 9  Striker  Avenue,  Suite  8    SaCttmento,  CA  93834  (916)  921-9600         FAX  (916)  921-0100 


 miiiillillllliaEisnasas^iir.:^.;::;.: » ™.™iSSKSssiHiwiri*>ii  i    i        -  =~aaWllin[|||iiliiiiiiiiiiiiiiiiiniimiuM'ir^tafS!SEs 


S!  SFUSD  Client  Proj.  ID:     Chin  E.S  Sampled:  10/01  /97 

1 1551  Newcomb  Ave.,  flm.  103  Received:  10/09/97  !» 

jjj  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710483  Analyzed:  see  below  I 

IV 

In  Si 

I  Attention;     Bruce  Giannini  Reported:  10/14/97  in 

"      :=§=;";      „i...iiiiiiiiiiiiiii:i.":!""!  :          -  -  i=z  ^sj^.i.Miiiimiiiiiii  ~:~=:e~~=:^=~^^~-::~-;~::  iiaiiHihiiihHiiiiiiiiiii-iL-yi^^^^^^gssgjSfa;-; ;  .  -;  ;  -r==s^=sa^i&i^iuiiu<aull 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9710483-08 

Sample  Desc  :  UQUID,Chin  E.S.  Blank 

Lead  mg/L  10/11/97  0.0050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


*2- 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 044 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49454 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  CHINATOWN  YOUTH  CENTER  Date  Sampled  10/9/9  7 

San  Francisco,  CA    94124  Date  Received  1  0/1  0/97 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
ROOM1 

1 

49454-01 

kUCET 
12 

5.9 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  1 

2 

49454-02 

KUCET 
11 

1.8 

1.0 

Client 
Micro 

SINK  Ft 
ROOM1 

3 

49454-03 

MJCET 
09 

2.8 

1.0 

Client 
Micro 

SINK  Ft 

room: 

4 

49454-04 

UJCET 

!07 

1.6 

1.0 

Technical  Supervisor: 


Farid  Ram 


10/12/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatkanalysis  In  drinKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103^  Samptes^e  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


XjkTX        SeailOia  680Che»p«k«Drive         Redwood  City,  CA  94063      (650)  364-9600        FAX  (650)  364.9233 

f#J  *^  404  N.  <Vig«  L*r«  Walnut  Oek,  CA  94598       (510)988-9600         FAX  (5 10)  988-9673 

—  All&l3^tiC3l  819  Striker  Avenue,  SoUe  8    Sacramento,  CA  95B34  (916)  911-9600         FAX  (916)  9JI-0I0O 


r,  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
gj  San  Francisco,  CA  94124 

i  Attention:     Bruce  Glannlnl 


JiwiiuiiiiiniiiiiiiiiiiiiiiiMiiiamHtt 


Client  Proj.  ID:  Chinese  Ed.  Center 
Lab  Proj.  ID:  9708B86 


iii;n.iiinniiiiiMiuiiiiiiuii 
in 


sis;Eii!ii:::iiiiii!iiiitin, 


Sampled:  08/21/97 
Received:  08/22/97  « 
Analyzed:  see  below 

ill 

Reported:  08/29/97  Ijj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Anaiyzeo 

Detection 
umit 

Sample 
Hesurts 

Lab  No:  9708B86-08 

Sample  Desc  :  UQUID.Chinese  Ed.  Center-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  9708B86-O9 

Sample  Desc  :  UQUIDTChinese  Ed.  Cerrter-8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708B66-10 

Sample  Desc :  LIQUID, Chinese  Ed.  Center  9 

Lead 

mg/L 

08/28/97 

0.0050 

0.0079 

Lab  No:  9708B86-11 

Sample  Desc  :  UQUID,Chinese  Ed.  Center-10 

Lead 

mg/L 

OB/28/97 

0.0050 

0-013 

Lab  No:  9708BB6-12 
Sample  Desc  :  LIQUID, BL-(Biank) 

1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytas  reported     N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#i2io 


® 


08/29/97  17:44 


TX/RX  NO. 9320         P. 021 


II  1997  12: 06PM 


NO.  7167    F.  21/76 


/l  A  SpOUOiS.  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

fAj        ^      T  404  N.  Wigqt  Lane  Walnut  Creek,  CA  9459B       (510)  988-9600         FAX  (510)  988.9673 


Analytical 


BI9  Striker  Avenue,  SwUe  8     Sacramento.  CA  95834  (916)  911-9600         FAX  (916)  921-0100 


in|pi|iiiiiii|iiiiiiii)iiiimiiiiiiiiniiiiii!!'ii»^L'^jt=ib~=5== 


iiii^'iviiiiiiiii^jiiiSMiS^  mimiiiiisaii'-...  .   

l  SFUSD  Client  Proj.  ID:  Chinese  Ed.  Ctr. 
1 1551  Newcomb  Ave.,  Rm.  103 

|i  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710491 


£  Attention;     Bruce  Giannini 


i^^^iiaiSi8S8aiiiimiiiiis  - 

LABORATORY  ANALYSIS 


Sampled:  10/04/97 
Received:  10/09/97 
Analyzed:  see  below 

Reported:  10/14/97 


mm: 
jl] 
i 
hi 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710491-01 
Sample  Desc  :  LIQUID,CEC  3-A 

Lead 

mg/L 

10/11/97 

0.0050 

o.ooeo 

Lab  No:  9710491-02 
Sample  Desc  :  UQUID,CEC  3-B 

Lead 

mg/L 

10/11/97 

00050 

0.0090 

Lab  No;  9710491-03 
Sample  Desc :  UQUID,CEC  3-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No:  9710491-04 
Sample  Desc  :  UOUIDrCEC  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710491-05 
Sample  Desc :  UQUlD,CEC  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No:  9710491-06 
Sample  Desc  :  LIQUID,CEC  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.020 

Lab  No:  9710491-07 

Sample  Desc .  LIQU1D,CEC  io-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytas  reported  ae  N.p.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 021 


OCT.  14.  1997  12:06PM 


yn    n  t  r  r;         r       tin  / n  Q 

h'j,  .'Id,'     r.  cU  i  b 


f  S^aUOi3  680  Cheiipwke  Drive  Redwood  Oiy,  CA  SM063       (650)  3$4-9600  FAX  (650)  364-9233 

flj  M         A"  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

y^j^|y^££|J  819  Striker  Avenue,  Sulic  8    Sacramento,  CA  95834         (9 IS)  921-9600         FAX  (916)  951-0100 


-—  ,  rm  i|  il         '  === 

1 SFUSD 

iij  1551  Newcomb  Ave.,  Rm.  103 
?  San  Francisco.  CA  94124 


Client  Proj.  ID;  Chinese  Ed.  Ctr. 
Lab  Proj.  ID:  9710491 


I  Attention:     Bruce  Giannini 

W  liMIRgggMMMMWa  iUiillliUuiUialilahiiii»UL!iil:':.-::i!. 


•:-;KHi:::;~:E™=~H:5— :^;'".':;;:::::ii:ii:iiiiiiiiiiiii  iiiis- 


"S-aana^iihiMniniinilliiiiif 


Sampled:  10/04/97  £ 
Received:  10/09/97  | 
Analyzed:  see  below  I 

i 

Reported:  10/14/97 

iiggaHBiiMiWMiwgiiiLi  ^i  — A1rr-'frasi;:.ii;i!i:::;i 

■'■^-==---= —  •  ■  mammmmUBFm 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710491-08 
Sample  Desc  :  LlQUID.CEC  10-B 

Lead 

mg/L 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710491-09 
Sample  Desc :  uquid.cec  io-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.019 

Lab  No:  9710491-10 

Sample  Desc  :  LIQUID.CEC  10-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

0.017 

Lab  No:  9710491-11 
Sample  Desc  :  LIQUID.CEC  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL     ELAP  #1210 


2 


10/14/97    11:58         TX/RXN0.0298         P. 022 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES 


#478 


Micro  Log  In    476  0  8 
Total  Samples  30 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-1 

Micro  47608-01 
SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

<      1 .0 

1.0 

Client 

478-2 

Micro  47608-02 
SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

1 .5 

1.0 

Client 

478-3 

Micro 

47608-03 

12.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -C92 
FIRST  DRAW 

Client 

478-4 

Micro  47608-04 
SINK  FAUCET 

1  ST  FLOOR  -  RM  106  -  NURSE  OFFICE 
FIRST  DRAW 

2.6 

1.0 

Client 

478-5 

Micro 

47608-05 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -C91 
FIRST  DRAW 

1 .0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead-aitalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES  #478 


Micro  Log  In    47  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/21/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

478-6 

Micro 

47608-06 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  •  RM  103 
FIRST  DRAW 

2.9 

1.0 

Client 

478-7 

Micro 

47608-07 

1.1 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  102 
FIRST  DRAW 

1.0 

Client 

478-8 

Micro 

47608-08 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR- RM  105 
FIRST  DRAW 

3.7 

Client 

478-9 

Micro 

47608-09 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

4.7 

Client 

478-10 

Micro 

47608-10 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  109 
FIRST  DRAW 

1 .2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTarlnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES  #478 


Micro  Log  In    47  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-11 

<       1  .0 

1.0 

Micro   47608-1 1 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  110 
FIRST  DRAW 

Client 

478-12 

<       1  .0 

1.0 

Micro   47608-1 2 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  116 
FIRST  DRAW 

Client 

478-13 

<       1  .0 

1.0 

Micro   47608-1 3 

SINK  DRINKING  FOUNTAIN 
BASEMENT  -  RM  001 
FIRST  DRAW 

Client 

478-14 

1  .8 

1.0 

Micro  47608-14 

SINK  DRINKING  FOUNTAIN 
BASEMENT  -RM  003 
FIRST  DRAW 

Client 

478-15 

<       1  .0 

1.0 

Micro  47608-15 

SINK  DRINKING  FOUNTAIN 
BASEMENT -RM  005 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoahalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  60  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  DateSampied  8/17/97 

San  Francisco,  CA  94124 


Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-16 

<       1  .0 

1.0 

Micro  47608-16 

DRINKING  FOUNTAIN 
BASEMENT  -  RM  005 
FIRST  DRAW 

Client 

478-17 

1  .6 

1.0 

Micro  47608-17 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  •  OUTSIDE  NEXT  TO  S80 
FIRST  DRAW 

Client 

478-18 

1  .2 

1.0 

Micro  47608-18 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  203 
FIRST  DRAW 

Client 

478-19 

2.1 

1.0 

Micro  47608-19 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  205 
FIRST  DRAW 

Client 

478-20 

<      1 .0 

1.0 

Micro  47608-20 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  207 
FIRST  DRAW 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Farid  Rame^nzadetvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeW^narysis-iri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  60  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  DateSampied  8/17/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-21 

<       1  .0 

1.0 

Micro  47608-21 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  209 
FIRST  DRAW 

Client 

478-22 

<       1  .0 

1.0 

Micro  47608-22 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  214 
FIRST  DRAW 

Client 

478-23 

<  1.0 

1.0 

Micro  47608-23 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  206 
FIRST  DRAW 

Client 

478-24 

<       1  .0 

1.0 

Micro  47608-24 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  204 
FIRST  DRAW 

Client 

478-25 

1  .1 

1.0 

Micro  47608-25 

DRINKING  FOUNTAIN 
2ND  FLOOR  -  C80 
FIRST  DRAW 

FR 


Technical  Supervisor:  7  n-**-«  f^/^ — "  ^/6/97  Analyst:   

Farid  Ram^a7?2agW^M>^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoartatySis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES  #478 


Micro  Log  In    4  7  608 
Total  Samples  30 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

478-26 

Micro 

47608-26 

MULTIPLE  DRINKING  FOUNTAIN 
1ST  FLOOR  -  OUTSIDE  BLDG  &  T52 
FIRST  DRAW 

2.6 

1.0 

Client 

478-27 

Micro 

47608-27 

1.0 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

4.2 

Client 

478-28 

Micro 

47608-28 

1.0 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

9.7 

Client 

478-29 

Micro 

BLANK 

47608-29 

<      1 .0 

1.0 

Client 

478-30 

Micro  47608-30 

DRINKING  FOUNTAIN 
ROOM  102 
FIRST  DRAW 

20.5 

1.0 

Analyst:   £_5  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Technical  Supervisor: 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLAREDON  ES 


Micro  Log  In    5  0  7  6  6 
Total  Samples  4 
Date  Sampled  11/12/97 
Date  Received  1  1/18/97 
Date  Analyzed  11/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

478-3A 

Micro 

50766-01 

1.6 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
1ST  DRAW 

Client 

478-3B 

Micro 

50766-02 

1 .5 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
2ND  DRAW 

Client 

478-3C 

Micro 

50766-03 

1 .7 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
3RD  DRAW 

1.0 

Client 

478-BLANK 

Micro 

50766-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea«analys)s  ifKdrinkihq  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampfe»~aie  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLEVELAND  ES 


Micro  Log  In    4  7  844 
Total  Samples  2  5 
Date  Sampled  8/22/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BASEM 

1 

47844-01 
UICET 

ENT  GIRLS'  RM. 

<        1  .0 

1.0 

Client 
Micro 

WATER 
BASEM 

2 

47844-02 

FAUCET 
ENT  WF  (LEFT) 

<        1  .0 

1.0 

Client 

3 

<      1  .0 

1.0 

Micro  47844-03 

WATER  FAUCET 
BASEMENT  WF  (RIGHT) 

Client 
Micro 

SINK  Fi 
BASEM 

4 

47844-04 
VUCET 

ENT  BOYS'  RM. 

<  1.0 

1.0 

Client 

Micro 

WATER 
10SA 

5 

47844-05 
FAUCET 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for"lead-«rialysTs"-trrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                             PROJECT:  Micro  Log  In  47844 

SFUSD  -  Asbestos  Control  Program                     S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA  94124  _  ,  _    .    .  alnaln^ 

'  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
108A 

6 

47844-06 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
1ST  FL. 

7 

47844-07 

FOUNTAIN 
C90  (HALL) 

<      1 .0 

1.0 

Client 
Micro 

WATER 
OFRCE 

8 

47844-08 

FAUCET 
R.  R. 

<  1.0 

1.0 

Client 
Micro 

WATER 
PRINCI 

9 

47844-09 

FAUCET 
PAL  R.  R. 

<      1 .0 

1.0 

Client 
M'cro 

BLANK 

1  0 

47844-10 

<  1.0 

1.0 

Technical  Supervisor:      y       — ^ - — s<p^          9/6/97  Analyst: 


9/6/97  Analx/Rt-  FR 


Farid  RarnezanJ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  Trfdnnkmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES 

San  Francisco,  CA  94124 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  47844-11 

SINK  FAUCET 

1ST  FLOOR  HALL  R.R. 

<     1 .0 

1.0 

Client 

1  2 

Micro 

21  OA 

47844-12 

<      1 .0 

1.0 

Client 

1  3 

Micro  47844-13 

WATER  FAUCET 
FACULTY  LUNCH  RM. 

<  1.0 

1.0 

Client 

1  4 

Micro  47844-14 

SINK  FAUCET 
211A 

<      1 .0 

1.0 

Client 

1  5 

Micro  47844-15 

SINK  FAUCET 
21 2A 

<  1.0 

1.0 

Micro  Log  In    47  844 
Total  Samples  2  5 
Date  Sampled  8/22/97 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Technical  Supervisor:     '£  — ^^cL  ay 6/ 97  Analyst:   FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in~a7inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA  94124  _  .  _    .   .  B  tntt  ■ 

Date  Received  8/26/9  7 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47844-16 

SINK  FAUCET 
21 4A 


1  7 


Micro  47844-17 

SINK  FAUCET 
21 SA 


<  1.0 


<      1  .0 


1.0 


1.0 


Client 


1  8 


Micro  47844-18 

DRINKING  FOUNTAIN 

SECOND  FLOOR  DRINKING  FOUNTAIN 

C90HALL 


<      1 .0 


1.0 


Client 


1  9 


Micro  47844-19 

WATER  FAUCET 
B03A 


<        1  .0 


1.0 


Client 


20 


Micro  47844-20 
BLANK 


1  .0 


1.0 


Technical  Supervisor:     y       — — y^c^"      9/6/97  Analyst:   !2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaid-anatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

97-W00753-5 

Micro  47844-21 
SPIKED  SAMPLE 

18.5 

1.0 

Client 

22 

Micro 

47844-22 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
B01A 

Client 

23 

Micro  47844-23 

SINK  FAUCET 
BOM 

3.4 

1.0 

Client 

24 

Micro 

47844-24 

<      1 .0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

LEFT  SIDE  MULTIPLE  DRINKING  FOUNTAIN 

YARD 

Client 

25 

Micro 

47844-25 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

RIGHT  SIDE  MULTIPLE  DRINKING  FOUNTAIN 

YARD 

5.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irT-dfioking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  192"  4:46FM  80.  5401     F.  13/39 

r=^-  Analytical 


^Pniini^  680  Ches»pe»ke  Drive  Redwood  Qty,  CA  94063      (650)  364-9600         FAX  (650)  364-92.J5 

T  404  N.  Wgei  Lan«  Walnut  Creek,  CA  9^598       (510)  988.9600         FAX  (510)  988-9673 

8)9  Strike  Av««u«,  Suit*  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92 1-0100 


:unui  ^ngglBKnTITTffiTHfflllli 


5  SFUSD 

1 1551  NewcombAve.,  Rm.  103 
£  San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 

—  _ —  nTTiii«nr"*niir 

^  !-^^l=25SJ=13£-5ailllMJI«'lll!NIIIIIIIIIIIHI«tllllllli 


wiiiiwiiiiiiiimmiuiL'Wj 


Client  Proj.  ID:  Cobb 
Lab  Proj.  ID:  9708D00 


aouu  Dim  IBiii^SfflMlljui'iSwa 


Sampled:  08/24/97  2 
Received:  08/25/97  s 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Detection 

1  ImH 
Ulllll 

Sample 

Lab  No:  970SD00-O1 
Sample  Desc  .  LlQUID.Cobb  1 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708DOO-02 

Sample  Desc  :  LlQUID.Cobb  1  Duplicate 

N.D.  ' 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D00-03 
Sample  Desc  :  UOUID.Cobb  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D00-O4 
Sample  Desc  :  UQUID,Cobb  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D0O-O5 
Sample  Desc  :  LlQUID.Cobb  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708DOO-06 
Sample  Desc  :  LlQUID.Cobb  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D00-07 

Sample  Desc  :  LlQUID.Cobb  6  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  \) 

Anahytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Pa0«: 


08/29/97     17:44         TX/RX  NO. 9320  P. 013 


AUG.  29.  199"   4:4 "FM  NO.  5401     F.  14/39 


fk\  Sequoia 
"  Analytical 


680  Crw»p<*l<*  Drive  Redwood  Ci*y,  CA  94063      (650)  364-9600         FAX  (650)  364-9253 

404  N  Wiget  Line  Walnut  Creek,  CA  94598      (510)  986-9600         FAX  (510)  998-9673 

819  Striker  Avcttv*.  Suite  fi    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


jjjjaBBmmmjjj 

E!  SFUSD 

||j  1551  Newcomb  Ave..  Rm.  103 
|  San  Francisco,  CA  94124 


Client  Proj.  ID:  Cobb 
Lab  Pro].  ID:  9708DO0 


Sampled:  08/24/97  8 
Received:  OB/25/97  | 
Analyzed:  see  below  jjj 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D00-08 
Sample  Desc  :  UQUID,Cobb  7 

Lead 


mg/L 


08/28/97 


0.0050 


C 


0.011 


Analytes  reported  as  N.D.  were  not  present  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


sit 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 014 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in  49290 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  COBB  CC  DateSampied  10/2/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8 

Micro 

49290-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

2.3 

Client 

9 

Micro 

49290-02 

<     1 .0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 

Client 

1  0B 

Micro 

BLANK 

49290-03 

<     1 .0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for^read^alysis^i-drinktog  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
COOPER  CC 


Micro  Log  In    4  7743 
Total  Samples  8 
Date  Sampled  8/21/97 
Date  Received  8/25/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<  1.0 

1.0 

Micro  47743-01 

SINK  FAUCET 

1ST  FLOOR  -  WEST  CLASSROOM 
FIRST  DRAW 

Client 

2 

<  1.0 

1.0 

Micro  47743-02 
SINK  FAUCET 

1ST  FLOOR  -  EAST  CLASSROOM  CLOSET 
FIRST  DRAW 

Client 

3 

4.8 

Micro  47743-03 
SINK  FAUCET 

2ND  FLOOR  •  EAST  CLASSROOM 
FIRST  DRAW 

1.0 

Client 

4 

9.5 

1.0 

Micro  47743-04 
SINK  FAUCET 

2ND  FLOOR  •  WEST  SIDE  CLASSROOM 
FIRST  DRAW 

Client 

5 

1.4 

1.0 

Micro  47743-05 

SINK  FAUCET 

2ND  FLOOR  •  WEST  SIDE  KITCHEN 
FIRST  DRAW 

Technical  Supervisor: 


3l 


9/7/97 


Analyst: 


AL 


Farid  Ramez; 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  Analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037i__§arf»plfiya''fl  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 38 


1063  PROJECT:  Micro  Log  In    4  7  743 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  COOPER  CC  Date  Sampled  8/21/97 
San  Francisco,  CA  94124 


Date  Received  8/25/9  7 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
2ND  FL 
FIRST  t 

6 

47743-06 
VUCET 

0OR  •  MIDDLE  CLASSROOM 
)RAW 

2.8 

1.0 

Client 
Micro 

BLANK 

7 

47743-07 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

8 

47743-08 

46.6 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


KflX  NO. 


P.  02/16 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6655  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiar  sample  7 

1551  Newcomb  Avenue,  Rm.  103  SARAH  B.  COOPER  Date  Sampled  3/23/99 

San  Francisco,  CA  94124  PROJECT  NO.  B-2243  Data  Received  3/25/99 


Date  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

COOPER  JA^^fV^ 

<  1 

1 

Micro   66557-01  (>J 

1ST  DRAW  ^""'^ 
EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

Client 

COOPER  ykV  -)VJ 

<  1 

1 

Micro  66557-02              (  4* 

tHO  DRAW  >  

EXTERIOR  COURTYARD 
MULTIPLE  PRINKING  FOUNTAIN 

Client 
Micro 

1ST  DR 
6INK  D 

COOPER^WT]^ 

2 

1 

66557-03  f~L) 

AW.ROOM4 
HINtaNG  FOUNTAIN 

Client 
Micro 

2ND  DP 
SINK  D 

COOPER^/^ 

<  1 

1 

66557-04                 f  aX/ 
AW.  ROOM  A  \ZS 
RINKING  FOUNTAIN 

Client 
Micro 

1ST  DR 
SINK  D 

COOPER  J^C  eW  / 

<  1 

1 

66557-05  Ct^ 
AW.  ROOM  9 
RINKING  FOUNTAIN 

Technical  Supervisor:         ^j^MArJ/^JO    3/30/99       Analyst:  it 

Farid  Ramezarnkdeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Departmont  of  health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  arc  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorpilon  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  1flth  edition,  1992,  Amorieen  Public  Heallh 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  roport  must  not  be  reproduced  except  In  full,  with  the 
approval  or  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET,  SUITE  M»  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


riAKr31-99  WED  10:37  AM 


FAX  NO. 


P. 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SARAH  B.  COOPER 
PROJECT  NO.  B-2243 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Micro  Log  In  66557 
Total  Samples  7 
Dale  Sampled  3/23/99 
Date  Received  3/25/99 
Date  Analyzed  3/30/99 


Detection 
Limit 
(PPb) 


Comments 


■ 


Client  |             COOPER  5*V"^G  , 
Micro   66557-06  / 

2ND  OR  AW,  ROOM  3  L^X^ 
SINK  DRINKING  FOUNTAIN 

<  1 

1 

Client  |             COOPER  BL 
Micro  66557-07 

BLANK 

<  1 

1 

Technical  Supervisor: 


sadeh,  M.Sr 


3/30/99  Analyst: 


TT 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance!  with  Method  3113B  (Standard  Methods  for  the  Examination  or  Water  and  Wastewater,  1Blh  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  irte 
approval  of  Micro  Analytical  Laboratories,  tnc,  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  WM3      (650)  364-9600         FAX  (650)  364-9233 

404  M  Wlget  Lirvj  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5 1 0)  988-9673 

|19  Striker  Avenue.  Suite  8    Sacramento,  CA  95831         (916)  911-9600         FAX  (916)  921-0100 


|  SPUSD 

g  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 

i 
u 

E  Attention:  Bruce  Glannlni 


Client  Proj.  ID:  Site  #1550  Evans  St. 
Lab  Proj.  ID:  9708B58 


Sampled:  08/17/97  jH 

Received:  08/22/97  |ii 

Analyzed:  see  below  I 

Reported:  08/27/97  j 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:          9708 B5 8-01 
Sample  Desc :  UQUID.1550-1 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-02 
Sample  Desc  :  LIQUID.1550-1  Dup 

Lead 

mg/L 

08/25/97 

0.0050 

N.D.  ^ 

Lab  No:  9708B58-O3 
Sample  Desc  :  LIQUID, 1 550-2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-04 
Sample  Desc :  LIQUID, 1550-3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B5B-05 

Sample  Desc :  LIQUID,  1550-4  (Blank) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D.  ^ 

Lab  No:  9708B58-06 
Sample  Desc :  LIQUID, 1550-5 

Lead 

mg/L 

08/26/97 

0.0050 

0.026 

0 


Anar/tes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Shefla  Rynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 022 


AUG.  27.  1997  4:35PM 

fk\  Sequoia 
Analytical 


KG.  5294     F.  29/44 


6B0  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95B34 


(6S0)  564-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (5t0)  988-9673 
FAX  (916)  921-0100 


i  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
lil  San  Francisco,  CA  94124 


DftvlS  M-S  (HuDSQIP) 

  f    !  ■  m  ■mmainimiuiuiiniiiiiiiiniK!it^=  «r 


Client  Proj.  ID:  1 1 95  Hudson.  Site  #641 
Lab  Pro).  ID.  9708FJ69 


HJuniiHiiinn 

Sampled:  08/17/97  g 
Received:  08/22/97  I 
Analyzed:  see  below  j§ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B69-06 
Sample  Desc :  UQUID.641-7 

Lead 

mg/L 

08/26/97 

0.0050 

0.052 

Lab  No:  9708B69-09 
Sample  Desc :  LIQUID.641-8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708669-10 

Sample  Desc :  UQUlD.641-9  (Blank) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-11 
Sample  Desc :  LIQUID.641-10 

Lead 

mg/L 

08/26/97 

0.0050 

N.D, 

Lab  No:  9708B69-12 
Sample  Desc :  LIQUID, 641-1 1 

Lead 

mg/L 

08/26/97 

0.0050 

0.018 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  •  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 029 


AUG.  2?.  1997  4:35PM 

fk\  Sequoia 
-  ^  Analytical 


NO.  5294     F.  26/44 

680  Cheiapeake  Drive  Redwood  Gty,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Wiget  Lane  Walnut  deck,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  911-9*00  FAX  (916)  921*0100 


1SRJSD 

?  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

1  Attention:     Bruce  Giannini 


aient  ProJ.  ID:  11 95  Hudson,  Site  #641 
Lab  Proj.  ID:  9708B69 


!KflH3iw«MiBiilUIQlMiniitii 

Sampled:  08/17/97  % 
Received:  08/22/97  1 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708869-01 
Sample  Desc :  UQUID.641-1 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708F369-02 
Sample  Desc :  UQUID.641-1  (DUP) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-03 
Sample  Desc :  UQUID.641-2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-04 
Sample  Desc .  UQUID.641-3 

Lead 

mg/L 

OB/26/97 

0.0050 

N.D. 

Lab  No:  9708B66-05 
Sample  Desc :  UQUID,64l-4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  97081369-06 
Sample  Desc :  UQUID.641-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No-  9708B69-07 
Sample  Desc :  UQUID.641-6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248  P. 028 


I 

I 

r 

I 

i 


i 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GLORIA  DAVIS 


Micro  Log  In    4  8  0  0  6 
Total  Samples  4 
Date  Sampled  8/29/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

641-7A 

Micro 

48006-01 

3.8 

10 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ.  TO  ROOM  114 
FIRST  DRAW 

Client 

641-7B 

Micro 

48006-02 

3.9 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ.  TO  ROOM  114 
SECOND  DRAW 

Client 

BLANK 

Micro 

BLANK 

48006-03 

<      1 .0 

1.0 

Client 

641-7C 

Micro  48006-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR 
ADJ.  TO  ROOM  114 
FIRST  DRAW 

15.4 

1.0 

Technical  Supervisor 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forleatf-ahatysis irLdrinfeing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7421 
Total  Samples  1  4 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<       1  .0 

1.0 

Micro 

BLANK 

47421-01 

Client 

2 

6.1 

1.0 

Micro  47421-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR  LIBRARY 
FIRST  DRAW 

Client 

3 

5.2 

Micro  47421-03 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  RM.  209 

FIRST  DRAW 

1.0 

Client 

4 

<     1 .0 

1.0 

Micro  47421-04 

DRINKING  FOUNTAIN 
STREET  LEVEL  (WALLER  ST) 
PLAYGROUND  (EAST) 
FIRST  DRAW 

Client 

5 

<     1 .0 

1.0 

Micro  47421-05 
DRINKING  FOUNTAIN 

STREET  LEVEL  (WALLER  ST)  PLAYGROUND 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead  aoaftysiSin-enfikinq  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA  94124  _    .   .  „, 

Date  Received  8/15/97 
Date  Analyzed  8/20/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

3.4 

1.0 

Micro  47421-06 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

7 

<      1 .0 

1.0 

Micro  47421-07 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

8 

<      1  .0 

1.0 

Micro  47421-08 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  NORTH  SIDE 
FIRST  DRAW 

Client 

9 

12.5 

1.0 

Micro  47421-09 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  EAST  SIDE 
FIRST  DRAW 

Client 

1  0 

1.0 

Micro  47421-10 

DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  NEXT  TO  LADIES' 

BATHROOM 

FIRST  DRAW 

2.5 

Technical  Supervisor:  "7 , f^*~~^^~y^ZT_  9/7/97  Analyst:   13.  

Farid  Rame^wKadehTM^S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for~T6ad~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/20/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47421-11 
SINK  FAUCET 

FIRST  FLOOR  SINK  IN  LIBRARY  OFFICE 
FIRST  DRAW 

4.8 

1.0 

Client 

1  2 

Micro 

47421-12 

10.1 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  LEVEL  BETWEEN 
RM.  310  AND  309 
FIRST  DRAW 

Client 

1  3 

Micro 

47421-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  LEVEL  PLAYGROUND  -  EAST  SIDE 

FIRST  DRAW 

2.4 

Client 

1  4 

Micro 

47421-14 

11.4 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  LEVEL  HALLWAY 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in  49189 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  DateSampied  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

9A 

Micro 

49189-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

4.3 

Client 

9B 

Micro 

49189-02 

2.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

9C 

Micro 

49189-03 

4.1 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

BLANK 

Micro 

BLANK 

49189-04 

<      1  .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^ajTal^64n_drI|jking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T^ Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    485  77 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

632-1 

Micro 

48577-01 

1.0 

DRINKING  FOUNTAIN 
584 -1ST  FLOOR 
FIRST  DRAW 

I  ■  / 

Client 

632-2 

Micro 

48577-02 

1.0 

DRINKING  FOUNTAIN 

ROOM  050  BASEMENT  FLOOR 

FIRST  DRAW 

1 .7 

Client 

632-3 

Micro 

48577-03 

1.0 

DRINKING  FOUNTAIN 
C99  -  BASEMENT  FLOOR 
FIRST  DRAW 

2.2 

Client 

632-4 

Micro 

48577-04 

1.0 

DRINKING  FOUNTAIN 
C99  .  FIRST  FLOOR 
FIRST  DRAW 

4.5 

Client 

632-5 

Micro 

48577-05 

1.0 

DRINKING  FOUNTAIN 

C95  -  FIRST  FLOOR  OUTSIDE  ROOM  105 

FIRST  DRAW 

<  1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  !0T4ea4  anaJyCtt^in  drinRTng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  48577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  Date  Sampled  9/17/97 

San  Francisco,  CA  94124  _  ,  _  nl_ 

Date  Received  9/17/97 
Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

632-6 

1  .4 

1.0 

Micro  48577-06 

DRINKING  FOUNTAIN 

C95  -  FIRST  FLOOR  OUTSIDE  ROOM  114E 

FIRST  DRAW 

Client 

632-7 

4.0 

1.0 

Micro  48577-07 

DRINKING  FOUNTAIN 

C91  -  FIRST  FLOOR  AUDITORIUM  WING 

FIRST  DRAW 

Client 

632-8 

1  .3 

1.0 

Micro  48577-08 

DRINKING  FOUNTAIN 

095  -  2ND  FLOOR  OUTSIDE  ROOM  204 

FIRST  DRAW 

Client 

632-9 

<      1 .0 

1.0 

Micro  48577-09 

DRINKING  FOUNTAIN 

C95  -  2ND  FLOOR  OUTSIDE  RM  214 

FIRST  DRAW 

Client 

632-10 

<      1 .0 

1.0 

Micro  48577-10 

DRINKING  FOUNTAIN 

C9S  •  3RD  FLOOR  OUTSIDE  RM  314 

FIRST  DRAW 

/26/97 


Analyst: 


FR 


Technical  Supervisor 

Farid  Ramezi 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyst^  in  drinkiqg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  Date  Sampled  9/17/97 

San  Francisco,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

632-1 1 

Micro 

48577-1 1 

1.4 

1.0 

DRINKING  FOUNTAIN 

C95  -  3RD  FLOOR  OUTSIDE  RM  304 

FIRST  DRAW 

Client 

632-12 

Micro 

48577-12 

1.0 

MULTI  DRINKING  FOUNTAIN 

EXT.  COURTYARD  OUTSIDE  RM  005 

FIRST  DRAW 

1.5 

Client 

632-13 

Micro 

48577-13 

21.4 

1.0 

DRINKING  FOUNTAIN 
C95-4TH  FLOOR 
FIRST  DRAW 

Client 

632-14 

Micro 

BLANK 

48577-1 4 

<  1.0 

1.0 

Technical  Supervisor-     2_/£fi — ^?~^C — Analyst:   ^_ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  dnnRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48116 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  8/30/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#1 

48116-01 

MG  FOUNTAIN 

•OR  C91, 1ST  FLOOR 

IRAW 

8.2 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#2 

48116-02 

FOUNTAIN 
»OR  C91.2ND  FLOOR 
•RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#3 

48116-03 

FOUNTAIN 
K3R  C91  3RD  FLOOR 
IRAW 

8.5 

1.0 

Client 
Micro 

SINK  Ft 
THIRD  1 
FIRST  I 

#4 

48116-04 

kUCET,  ROOM  310 
T-OOR,  SMALL  KITCHEN 
IRAW 

1.4 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  [ 

#5 

48116-05 

NQ  FOUNTAIN 

MDR  C91,  FOURTH  FLOOR 

)RAW 

12.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fone^d-aoitjrsisjajlfijiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48116 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  8/30/97 

San  Francisco,  CA  94124  _  ,  _    .   .  nlnln* 

Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
CORRIC 
FIRST  C 

#6 

48116-06 

AG  FOUNTAIN 

OR  C90, 1ST  FLOOR 

•RAW 

26.8 

1.0 

Client 
Micro 

DRINKII 
CORRIC 
FIRST  C 

#7 

48116-07 

AG  FOUNTAIN 

OR  C90,  2ND  FLOOR 

•RAW 

27.7 

1.0 

Client 
Micro 

BLANK 

#8 

48116-08 

<      1 .0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatSaoalj^is  in"b*rtnkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    493  2  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
1ST  FLC 
FOLLO' 

1  A 

49320-01 

YG  FOUNTAIN 
XJR  C-90 
N-OP 

15.3 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FOLLO! 

1  B 

49320-02 

MG  FOUNTAIN 
KIR  C-90 
tf-UP 

4.6 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FOLLO' 

1C 

49320-03 

FOUNTAIN 
XJRC-90 
W-UP 

12.0 

1.0 

Client 
Micro 

BLANK 

31 

49320-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatrtinalysisTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 


JAN-07-98  WED  05:38  PN 


P.  05/06 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAP  IN  DRINKING  WATER  ■  STANDARD  METHOD  311  IB 


■1063  PROJECT:  Micro  Log  In  51850 

SFUSD  -  Asbestos  Control  Program  S.F.U-S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  1/6/98 

San  Francisco,  CA  94124  Date  Received  1/6/9$ 

Date  Analyzed  1/7/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

6A 

Micro  51850-01 

DRINKING  FOUNTAIN 

CORRIOOR  C90, 1ST  FLOOR  NEXT  TO  OFFICE 
RE  SAMPLE 

12.3 

1.0 

Client 

6B 

Micro 

51850-02 

1.0 

PRINKING  FOUNTAIN 

CORRIDOR  C90, 1ST  FLOOR  NEXT  TO  OFFICE 
RESAMPLE 

7.7 

Client 

6C 

i  1 

i 

Micro 

51850-03 

16.9 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90, 1ST  FLOOR  NEXT  TO  OFFICE 
RESAMPLE 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  tor  lead  analyst}  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

accordance  W(tn  Method  31135  (StarWara  Memode  for  tha  Examination  or  Wotor  and  Wastewater,  18th  edition,  1003,  Amorieen  Public  Hearth 

Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproducer!  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  pet  billion 

5S00  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  ■  (510)  653-0824 


01/07/98    17:35         TX/RX  NO. 1760  P. 005 


"AUG.  22.  199?"  2:19FM 

fk\  Sequoia 
-   -  Analytical 


NO.  5121  F. 


680  Chesapeake  Drivt  Redwood  0«y,  CA  94063      (650)  964-9600         FAX  (650)  364-9233 

404  NWgctL»W  Walnut  Creek.  CA  94598       (510)  989-9600         FAX  {5  «0)  988-9679 

8l9SmkerAvenue,Suitc8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


bmmismb    ""mi.,     in      "ii  >.«..-  

SFUSD  Qlent  Proj.  ID:     Drew  ES 


i?  1551  Newcomb  Ave.,  Rm.  103 
J!  San  Francisco,  CA  94124 

!)  Attention:     Bruce  Giannini 

f*r  'Ibiii.ii.'    ■    T'i'i    '  --i!!luiill/E  


Lab  Proj.  ID:  9708757 


Sampled:  08/14/97  | 
Received:  08/14/97  * 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-02 
Sample  Desc  :  LIQUID. 2 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-03 
Sample  Desc :  LIQUID,3 

Lead 

mg/L 

08/19/97 

00050 

N.D. 

Lab  No:  9708757-04 
Sample  Desc :  UQUID,4 

Lead 

mg/L 

08/19/97 

00050 

N.D. 

Lab  No:  9708757-05 
Sample  Desc :  LIQUID,5 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-06 
Sample  Desc :  UQUID,6 

Lead 

mg/L 

08/19/97 

0-0050 

0.0091 

Lab  No:  9708757-07 
Sample  Desc :  UQUID,7 

Lead 

mg/L 

08/19/97 

0.0050 

0.0073 

Aiwlytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flyrin 
Project  Manager 


Page: 


08/22/97  15:16 


TX/RX  NO. 9162 


P. 015 


"AUG.  22.  1  99' 


£T\  Sequoia 
Analytical 


680  Chrtipeake  Drive 

404  N  Wgei  Une 

S19  Striker  Avenue,  Suite  9 


Redwood  City,  CA  94063 
W»lnut  Creek,  CA  W59B 

Sacramento .  CA  95894 


SO. 


(650)  364-9600 
(510)  988-9600 
(916)  911-9600 


5121     P.  15/21 

FAX  (650)  364-9233 
FAX  (J  10)  988-9673 
FAX  (916)  921-0100 


WSFUSD                     "  Client  Proj.  ID:     DrewES                                    Sampled:  08/14/97  I 

111  1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  jfl 

s  San  Francisco,  CA  94124  Lab  Prol,  ID:  9708757                                         Analyzed:  see  below  j§ 

I  I 

=  Attention:      Bruce  Glannini        Reported:  08/22/97  jjj 

ISSgPiiglHiii^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-08 
Sample  Desc  :  LIQUID, 8 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-09 
Sample  Desc ;  L1QUID.9 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-10 
Sample  Desc  :  LIQUID,  10 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-11 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-13 
Sample  Desc  :  LIQUID,  13 

Lead 

mg/L 

08/20/97 

0-0050 

0.0065 

Lab  No.  9708757-14 
Sample  Desc :  LIQUID, 14 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Anatytes  reported  as  N.D  were  not  present  abov*  the  slated  limit  of  detection. 


SEQUOIA  ANALYTICAL    ELAP  #1210 


08/22/97    15:16         TX/RX  NO. 9162         P. 016 


"AUG.  22.  1997*  2:20PM  NC.  5121     P.  17/2 

c&  .  Irf.  . 

r=>^  Analytical 


Q^niirvia  680  Che«pe»ke  Drive         Redwood Cuy.CA  94063      (650)  364-9600        FAX  (650)  364-9133 

JC^UV^ia  4£)4  N  ^  Wa|nu,  Creek        9459g       (510)  988.9600         FAX  (510)  989-9673 

B 19  Striker  Avenue,  Suite  8    Sacwncnto,  CA  95834         (916)921-9600        FAX  (916)  921-OIO0 


SSFUSD 
1 1551  NewcombAve.,  Rm.  103 
I  San  Francisco.  CA  94124 


_  ^SoililiglElii 
Client  Pro}.  ID:     Drew  ES 

Lab  Proj.  ID:  9708757 

iff' — — --nsiiiwuiiti"!^— — "iwinmiH 


Sampled:  08/14/97 
Received:  08/14/97  1 
Analyzed:  see  below  jjj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-15 
Sample  Desc :  UQUID,15 

Lead 

mg/L 

08/20/97 

0  0050 

N.D. 

Lab  No:  9708757-16 
Sample  Desc  ;  LIQUID,  16 

Lead 

mg/L 

08/20/97 

0.0050 

0.0063 

Lab  No:  9708757-17 
Sample  Desc  :  LIQUID,  17 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No:  9708757-18 
Sample  Desc :  LIQUID,  18 

Lead 

mg/L 

08/21/97 

0.0050 

0.0050 

Lab  No:  9708757-19 
Sample  Desc :  LIQUID,  1S 

Lead 

mg/L 

08/19/97 

0.0050 

0.014 

Lab  No:  9708757-20 
Sample  Desc :  UQUID,2Q 

Lead 

mg/L 

08/19/97 

0.0050 

0.0080 

Lab  No:  9708757-21 
Sample  Desc :  UQUID,21 

Lead 

mg/L 

08/19/97 

0.0050 

0.0050  J 

AnaJytea  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager  / 


Page. 


08/22/97    15:16         TX/RX  NO. 9162         P. 017 


"AUG.  22.  1  997"  2:20PM 


NO.  5121 


P.  16/20 


Con lini  A  «°  CheMpeake  Drive         Redwood  City,  CA  94069      (650)  364-9600        FAX (650)  364-9233 

JCHU  404  N.  Wigel  Lane  Walnul  Creek,  CA  94598       (510)988-9600         FAX  (510)  988-9673 

All<ilytiC<ll  8l9Sirlk«Av«nue,Su>ie8    SaCfamento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


==8niiiingng5£ 


|  SFUSD 
g  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


^SHImmim1 — — niillllllHH»i;'gMs=s=aiJ 

Client  Proj.  ID:  Drew  ES 
Lab  Proj.  ID:  9708757 


 -.ilwim 

Sampled:  08/14/97  g 
Received:  08/14/97  | 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Ub  No:  9708757-22 
Sample  Desc :  UQUID.22  (Blank) 

Lead 

mg/L 

08/21/97 

0.0050 

N.D.  V> 

Lab  No:  9708757-23 
Sample  Desc :  UQUID,23 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708757-24 
Sample  Desc  :  LIQUID, 3  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

D 


Lab  No:  9708757-25 
Sample  Desc  :  LIQUID, 12  (Dup) 

Lead 


mg/L 


08/19/97 


0.0050 


N.D. 


AnaJytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 018 


i 


AUG.  21  199?  2:20PM 

fk\  Sequoia 
-  "  Analytical 


NO.  5121     F.  19/20 


680  Chesapeake  Drive 

404  N.  V/lect  Lane 

819  Sirlker  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnui  Creek,  CA  94598 
Sacramenio,  CA  95834 


(650)  164-9600 
(S10)  988-9600 
(916)  921-9600 


FAX  (650)  364-9133 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


| SFUSD 
2 1551  New  comb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


Client  Proj.  ID:  Drew  ES 
Lab  Proj.  ID:  970B757 


Sampled:  05/14/97 
Received:  08/14/97 


Analyzed:  see  below  1 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708757-26 
Sample  Desc  :  LIQUID,  18  (Dup) 

Lead 


mg/L 


08/19/97 


0.0050 


0.0053 


Anatytes  reponed  as  N,  D.  were  not  prase nt  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Shefla  Rynn 
Project  Manager 


08/22/97  15:16 


TX/RX  NO. 91 62 


P. 019 


AUG.  29.  199?  4:53FM  NC.  5401     F.  30/29 


fk\  Sequoia 
-  ^  Analytical 


680  Ch«jp«ke  Drive  Redwood  City,  CA  94063  (650)364-9600  FAX  (650)  364-9533 
404  N.  VCiget  Lane  Walnut  Creek,  CA  94598      (510)  988-9600         FAX  (5 10)  988-9673 

8 19  Striker  Avenue,  Suite  8    Sacramento,  CA  9S834         (9l6)  9U-96O0         FAX  (9t6)  921  Oltffl 


JSRJSD 
1 1561  Newcomb  Ave..  Rm  103 
i  San  Francisco,  CA  94124 


Attention:     Bruce  Giannini 

«a»!pi£l.        njui   t  n  jill  uxumawMRWUIimUl  IMIIIIIIUilUJtttd 

l||Tini8mu||tl||ll|IIIMIIIMIIIIIIIIllillilBprF:T...i.  ,,m—*S5E^E 


Client  Pro].  ID:  Edison  Elementary 
Lab  Proj.  ID:  9708D36 


rawnmiraihiiumiiiiuiifloJ 


Sampled:  08/20/97  E 
Received:  08/25/97  g 
Analyzed:  see  below  § 


Analyte 


LABORATORY  ANALYSIS 

Unit*  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-01 
Sample  Desc :  UQUID.Edison  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-Q2 

Sample  Desc  :  UQUID.Edison  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.OO5O 

0.0056 

D 

Lab  No:  9708D36-03 
Sample  Desc :  UQUID.Edison  3 

Lead 

mg/L 

08/28/97 

0=0050 

0.030 

Lab  No:  9708D36-04 

Sample  Desc :  UQUID.Edison  3  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

0.029 

V 

Lab  No;  9708D36-05 
Sample  Desc :  UQUID.Edison  4 


 Lead  mg/L  08/28/97  0.0050   N.D. 

Lab  No:  9708D36-06  ~~  — — 
Sample  Desc :  UQUID.Edison  4  Duplicate 

 Lead  mg/L  08/28/97  0.0050  N.D. 

Lab  No:  9708D36-07  — ==  _—  "  """"""""" 
Sample  Desc :  UQUID.Edison  S 

Lead                                   mg/L  08/28/97  0-0050  N.D. 


AnaJytee  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320  P. 030 


AUG.  23.  1937   4 : 53FM  NC.  5401     F.  31/39 


SPfllinia  680  Chesapeake  Drive         Redwood  City,  CA  94063      (6SO)  364-9600         FAX  (650)  364-9233 

JtVjUUia  404  N.  Wigei  Lane  Walnut  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


13KS  

i;[iiiiimmiuraiiNiiiii!iiiiii^fc 
5:  SFUSD 
I1 1551  NewcombAve.,  Rm.  103 
|  San  Francisco,  CA  94124 

if, 

Attention:     Bruce  Glannlni 


Client  ProJ.  ID:  Edison  Elementary 
LabProj.lD:  9708D36 


Sampled:  08/20/97  1 
Received:  08/25/97  I 
Analyzed:  see  below  K 

VI 
HI 

Reported:  08/29/97  iil 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D36-08 
Sample  Desc  :  UQUID.Edison  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-09 
Sample  Desc :  UQUID.Edison  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  97D8D36-10 
Sample  Desc :  UQUID.Edison  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-11 
Sample  Desc  :  LIQUID, Edison  19 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-12 
Sample  Desc :  UQUID,Edison  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-13 
Sample  Desc :  LIQUID, Edison  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-14 
Sample  Desc  :  LIQUID, Edison  24 

Lead 

mg/L 

08/28/97 

0.0050 

0.0054 

AnaJytes  reported  as  N.D.  wars  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Paga: 


08/29/97    17:44         TX/RX  NO. 9320         P. 031 


AUG.  29.  199?   4:  :3PM 

fT\  Sequoia 
Analytical 


660  Chesapeake  Drtve  Redwood  City,  CA  94063 

404  N.  Wigec  Lane  Walnut  Creek.  CA  9*999 

8 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95*  54 


NO.  5401  F. 


9 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  J64-9233 
FAX  (310)  9*8-9*73 
FAX  (916)  921-0100 


]iiiiiiiiiiiiiiMiiuii^.i,M..ii.:.,r 

i SFUSD 

*!  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 
■ 

i  Attention:      Bruce  Giannkii 

S=  ■         ~  •  •;  ->.-_2  oi  inmiiiniii — 


(Client  Pro].  ID? "  Edision^ie^ienlary 
Lab  Pro].  ID:  9708036 


—  iwiffliaQss^iiiiriKIIfflilliii 

Sampled:  08/20/97  i 
Received:  08/25/97  I 
Analyzed:  see  below  | 

Reported:  08/29/97  1 


irSmSffiMllllliilffillhJgBl^ 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-15 
Sample  Desc :  LIQUID, Edison  25 

Lead 

mg/L 

08/28/97 

0.0050 

0.014 

Lab  No:  9708036-16 
Samnlp  nptr  -  UQUID  Fdlsan  i>R 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-17 
Sample  Desc  :  LIQUID, Edison  27 

Lead 

mg/L 

08/28/97 

0.0050 

0.0079 

Lab  No:  9708D36-18 
Sample  Desc :  LIQUID, Edison  28 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-19 
Sample  Desc .  LIQUID, Edison  29 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-20 
Sample  Desc :  UQUID.Edison  31 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-21 

Sample  Desc .  uauiD,Edison  32 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  •  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/29/97    17:44         TX/RX  NO. 9320         P. 032 


AUG.  23.  1  997   4 : 54FM  NC.  540 1     P.  33/39 

Analytical 


Qpnimia  6BO  Chesapeake  Drive         Redwood  City.  CA  94063      (650)  364.9600        FAX  (650)  364-9233 

JC^UUIO  4WN.WgetL»M  Walnut  Creek,  CA  JMS9B      (510)988-9600        FAX  (510)  988-967} 

819  Striker  Avenue.  Suite  B    Sacramento,  CA  95834  (916)  911-9600         FAX  (916)  921-0100 


III  SFUSD 

Hi  1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  941 24 


jj]||Jt||liniin]l 

Client  Proj.  ID:  Edison  Elementary 
Lab  Proj.  ID:  9708D36 


IWillip 
1.   


Sampled:  08/20/97  g| 
Received:  08/25/97  g 
Analyzed:  see  below 


|  Attention:     Bruce  Giannini 

^iBsaiii'nianiiUcimatwciiiiisaiaiaiB    


HUB 


^jiflNr>lljjlji|j<j 


Anaryte 


LABORATORY  ANALYSIS 

Unit*  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO"  970BD36-22 

Sample  Desc  :  LIQUID,  Edison  33 

Lena 

mg/L 

08/28/97 

0.0050 

0.0066 

UlU  WKJ.                   J  /  UOIL>vV  £~0 

Sample  Desc  :  LJQUlD.Edlson  34 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  NO:  9708D36-24 
Sample  Desc  :  LIQUID, Edison  35 

Lead 

mg/L 

08/28/97 

0.0050 

0,0058 

Lab  No:  9708D36-25 
Sample  Desc  :  UQUID,Edi$on  36 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D3&-26 
Sample  Desc  :  UQUlD,Edison  37 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-27 
Sample  Desc  :  UQUID,Edieon  38 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-28 

Sample  Desc :  UQUID,Edlson  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  «$  N.D.  were  not  present  above  the  Stated  limit  of  detection, 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 033 


AUG.  29.  1  997   4:54FM                                                               KG.  5401     F.  34/39 

^V^V         ^Pfllinia  680  Chesapeake  Drive  Redwood Qty,  CA  94063  (650)  364-9400  FAX  (650) 364-9233 

f%\       ^^-M  404  N.  Wget  Lane  Walnut  Geek,  CA  94596  (510)  988-9600  FAX  (510)  988-9673 

y^J^^Jy^i^jQ  Sl9  Striker  Avenue,  Suite  6  S«r»me«wo,  CA  9S934  (916)  911-9600  FAX  (916)  921-0100 


■Wilt." 

I'  SFUSD 

i!  1551  Newcomb  Ave.,  Rm.  103 
§  San  Francisco,  CA  94124 
u 

j  Attention:     Bruce  Gianntni 


fflBiiliiliiikiii 

Client  Proj.  ID:  Edison  Elementary 
Lab  Pro].  ID:  97G8D36 


iiiiiiiiiiiuiulHriiiuimuiwKsmnmDMifiiunnuwnKnnmmuiDiiiHiiiiiiimHB 

Sampled:  08/20/97  1 

Received:  08/25/97  | 

Analyzed:  see  below  Jj 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 

Results 


Lab  No:  9708D36-29 
Sample  Desc :  UQUID.Edlson  39 

Lead 


mg/L 


08/2B/97 


0.0050 


0.043 


5 


Analyies  reported  as  N.D.  were  not  present  above  the  stated  limit  ot  detection. 


SEQUOIA  ANALYTICAL  .  Elap#1210 


Peg*:  5 


08/29/97  17:44 


TX/RX  NO. 9320  P. 034 


I 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  Date  Sampled  10/3/9  7 

San  Francisco,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

3A 

<  1.0 

1.0 

Micro  49288-01 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
FIRST  DRAW 

Client 

3B 

1.3 

1.0 

Micro  49288-02 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
SECOND  DRAW 

Client 

3C 

1.5 

1.0 

Micro  49288-03 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
THIRD  DRAW 

Client 

25A 

<  1.0 

1.0 

Micro  49288-04 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
FIRST  DRAW 

Client 

25B 

<  1.0 

1.0 

Micro  49288-05 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
SECOND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forteed-analyste-tB-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    492  88 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  Date  Sampled  10/3/9  7 

San  Francisco,  CA  94124  n  ,  _    .  . 

1  Date  Received  10/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

2SC 

Micro  49288-06 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
THIRD  DRAW 

1 .5 

1.0 

Client 

42B 

Micro 

BLANK 

49288-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  ormwng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  25.  1  99?   2 : 07PM  NO.  5170     P.  2/ 

"  Analytical 


^PHlinia  680Chesap«»t:eDriv«  R«Ur«><iaty.CA  9*06}      WQ)  364-96QQ         FAX  (650)  364-9233 

tJCVJUU-LCl  404  N  Wiget  Lane  Walnut  Creek.  CA  94598      (510)  9*8-9600         FAX  (510)  988-9673 

8 19  Striker  Avenue.  Suite  8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  921  -0100 


iimiammutWM*iiii»uiiminimnuic;ii,;;r 

fSFUSLT 
1 1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 

B  Attention:      Bruce  Giannini 


Client  Proj.  ID:  B  Dorada  ES 
Lab  PrOj.  ID:  9708760 


Sampled:  08/13/97  g 
Received:  08/14/97  jjj 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708760-01 
Sample  Desc :  LIQUID,  1 

Lead 

mg/L 

08/21/97 

0.0050 

0.041  S 

Lab  No:  9708760-02 
Sample  Desc :  UQUID,2 

Lead 

mg/L 

08/21/97 

0.0050 

0.0014 

Lab  No-  9708760-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/21 /97 

0.0050 

N.D. 

Lab  No:  9708760-04 
Sample  Desc :  UQUlD,4 

Lead 

mg/L 

06/21/97 

0.0050 

0.0081 

Lab  No:  9708760-05 
Sample  Desc :  LIQUID, 5 

Lead 

mg/L 

08/21/97 

0.0050 

0.0083 

Lab  No:  9708760-06 
Sample  Desc :  LIQUID,6 

Lead 

mg/L 

08/21/97 

0-0050 

0.011 

Lab  No:  9708760-07 
Sample  Desc :  LIQUID,7 

Lead 

mg/L 

08/21/97 

0.0050 

0.0076 

Analytee  reported  as  N.D.  were  not  present  above  the  stated  limh  of  dattction. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/25/97  16:08 


TX/RX  NO. 9188  P. 002 


^Pminifl  680  Chesapeake  Drive         Redwood  Cwy,  CA  94063      (6S0)  164-9600         FAX  {650)  364-9233 

t    4j       JCVJUVIO  404  N  Wget  l»ne  Walnut  Creek.  CA  94598      (510)  W-9600        FAX  (510)  9B8-9673 

~        "     AllSlytiCdl  619  Snikci  Avenue,  Suite  8    Sacramento,  CA  9SS34         (9 1 6)  92 1 -MOO         FAX  (9K)  92 1 -0100 


"-"j  in.      nr "... .  r  i!i 

1  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

H  Attention:      Bruce  Giannini 

5ii!i 


r~^^iai:iiiriiii:iiiiiiimi;aeaB«Tiiii  iiimnuiiiritiiTiiiMiJiiiiiiiiuiBiiiimiiiiibBiiiiimi 

Client  ProJ.  ID:    El  Dorada  ES  Sampled:  08/13/97  | 

Received:  O8/14/97  g 

Lab  Pro).  ID:  9706760  Analyzed:  see  below  j|; 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analvzfid 

1  HIV  CSli 

Detection 
Limit 

Sample 

Results 

Lab  No:  9708760-08 
Sample  Desc :  UQUID.e 

Lead 

mg/L 

08/21/97 

0.0050 

0.0087 

Lab  No:  9708760-09 
Sample  Desc :  LIQUID.9 

Lead 

mg/L 

08/21/97 

0.0050 

0.012 

Lab  No:  9708760-10 
Sample  Desc :  LIQUID, 10 

Lead 

mg/L 

08/21/97 

0.0050 

0.0055 

Lab  No:         9708760-1 1 
Sample  Desc .  LIQUID,  11 

Lead 

mg/L 

08/21/97 

0.0050 

0.015 

Lab  No:  9708760-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/21 /97 

0.0050 

N.D. 

Lab  NO:  9708760-13 
Sample  Desc :  LIQUID,  13 

Lead 

mg/L 

08/21/97 

0.0050 

0.0051 

Lab  No:  9708760-14 
Sample  Desc  LIQUID,  14 

Lead 

mg/L 

08/21/97 

0.0050 

0.0092 

Analytw  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 003 


AUG.  25.  1  99'    3 : 08FM  NO.  5170     F.  4/2: 


^pniini^  6B0  Chesapeake  Drive         Redwood  Gey,  CA  94063      (650)  364-9600        FAX  (650)  564.9233 

404  N.  Vttget  Lane  Walnut  Creek,  CA  94598      (5i0)  9BB-9600        FAX  (510)  988-9673 

Analytical  819  Striker  Avenue,  Suite  »    Sacramento,  CA  95834         (91$)  921-9600         FAX  (916)  921-0100 


iaHHiliiilliiiliiiiii^'iiTiiiniiiiiiriiiiiiiiiiiiBiiw  miuiiiiniiiiiiiim""?"'  i weriiiiai-M'i^  ••  '■"  <^         ^r,...-^,  „  ,,     ,  ^rjjijji!!!!BBgg Mi^iiliiiiiilii^aaiHWHwww^wwH 

iSRJSD                                    Client  Proj.  ID:     EIDoradaES  Sampled:  06/13/97  I 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  08/14/97  | 

5  San  Francisco.  CA  94124                 Lab  Proj.  ID:  9708760  Analyzed:  see  below  | 

iii  Attention:     Bruce  Giannini   Imported:  08/22/97  I 

uiiiuiiiawaji.hi.iiii          a^^rssi HHH  ::^=5iiiin5(:       ,  ~55^^iMI|ji1^rT^ 

LABORATORY  ANALYSIS 

Analyte                                           Units              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9708760-15 
Sample  Desc  :  LIQUID,  15 

 Lead  mg/L  06/21/97  0.0050   0.0088 

Lab  No:         9708760-16  ==— — 
Sample  Desc  :  LIQUID, 16 

Lead  mg/L  08/21/07  0.0050  0.068 

Lab  No:  9708760-17 

Sample  Desc :  LIQUID,  1 7 

 Lead  mg/L  08/21/97  0.0050  0.018  < 

Lab  No:  9708760-18 
Sample  Desc  :  LIQUID,  1B 

 le»d  mg/L  08/21/97  o.ooso   0.019  ' 

Lab  No:  9708760-19 
Sample  Desc :  UQUID.19 

[.   Lead  mg/L  08/21/97  0.0050  0.0072 

Lab  No:  9708760-20 
Sample  Desc :  LIQUID.20 

 lead   mg/L  08/21/97   0.0050  0.040  / 

Ub  No:  9708760-21 
Sample  Desc :  LIQUID.21 

mg/L  08/21/97  0.0050  0.018  / 


Anatyte6  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page:  3 


08/25/97  16:08 


TX/RX  NO. 9188         P. 004 


AUG.  25.  1  997   3 : 08FM  NO.  5170    F.  5/2 

Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988.9673 

« 19  Striker  Ave»we,  Suite*    Sacramento,  CA  9SB3«         (9i6)  931-9600        FAX  (916)  9H-0I00 


SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

13 

Attention:     Bruce  Giannini 


Qlent  Proj.  ID:  S  Dorada  ES 
Lab  Proj.  ID:  9708760 


nawwiffiimjiiitMuuiiitmiiMiiiniiiMinr^^ 


Sampled:  08/13/97  g 
Received:  08/14/97  | 
Analyzed:  see  below  1 

i! 

Reported:  08/22/97  j 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708760-22 
Sample  Desc :  UQUID.22 

Lead 

mg/L 

08/21/97 

0.0050 

0.10 

Lab  No:  9708760-23 
Sample  Desc :  UQUID.23 

Lead 

mg/L 

08/21/97 

0.0050 

0.065 

> 

Lab  No:  9708760-24 
Sample  Desc :  UQUID,24 

Lead 

mg/L 

08/21/97 

0.0050 

0.0097 

Lab  No:  9708760-25 
Sample  Desc :  LIQUIDr25  (Blank) 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  No:  9708760-26 
Sample  Desc .  UQUID,9  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.012 

Lab  No:  9708760-27 
Sample  Desc  :  LIQUID,  16  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.070 

Lab  No:  9708760-28 
Sample  Desc  :  UQUID.24  (Dup) 

Lead 

mg/L 

08/21/97 

0.0050 

0.0098 

5 


6 


Analytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/25/97    16:08         TX/RX  NO. 9188         P. 005 


SEP   3  19^7  9:01AM  NO.  5460    P.  2/1? 

-   "  Analytical 


Cpn  ,  \t\\A  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  964-9600        FAX  (650)  364-923 3 

JCl[UUia  404N.Wg«L»«W  Wilnut  Creek,  CA  94598      (510)  988-9600        FAX  <5«0)  988-9673 

819  Striker  Avenue.  Suite  »    Sacramento,  CA  95834  (916)  9J 1-9600         FAX  (916)  921-OIOO 


|SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 
S 

I  Attention:     Bruce  Giannini 

~:.:~l,i:,>t!SaaclCI»l.Tiat.UB»<B>llBBIW*'*  " 

WMIHw.liilia. 


~  ■-.•aiLl"!  il  IIIIIIIIIIIIUUIIUIIIUHKMS 

 iiHHUiraumiunaiicmiiiiiiii;:^  


Client  Proj.  ID:  Ei  Dorado  ES 
Lab  Proj.  ID:  9708F15 


Sampled:  08/29/97  l 
Received:  08/29/97  | 
Analyzed:  see  below  | 

Reported:  09/03/97 

jj^iiitiiglE 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F15-01 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-1 

A  1 

£  1 

)    A  Lead 

mg/L 

09/02/97 

00050 

N.D. 

Lab  No:  9708F15-02 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-2 

J     $  Lead 

mg/L 

09/02/97 

0.0050  (LZ 

N.D. 

Lab  No:  9708F15-03 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-3 

l<  A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-04 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-4 

\(    &  Lead 

mg/L 

09/02/97 

0.0050  £ 

N.D. 

Lab  No:  9708F15-05 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-5 

it' 

10    A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-06 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-6 

1  I*  H  Lead 

mg/L 

09/02/97 

0.0050  2. 

N.D. 

Lab  No:  9708F15-07 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-7 

A 

n  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 002 


SEP.  3.  1997   3:02AM  NO.  5460     F.  3/1 


/Jk\  Sequoia 
^  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9231 

404  K.  Wlgef  Lane  Walnut  Creek.  CA  94598       (5)0)  98B-9600         FAX  (510)  988-9671 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834  (916)911-9600         FAX  (916)  921-0100 


I  SFUSD 

g  1551  Neweomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


i  Attention:     Bruce  Giannini 


hC:iiii::nnrnmiiiraiimiiiiiiiiimiyiuii 


Client  Proj.  ID:  El  Dorado  ES 
LabProj.  ID:  9708F15 

L:rLM;i:;r^p^!^Tmapi3mmiHiitiiniitiiiitUirUuiiaMa 


miiitfifliniiiilHtl 


Sampled:  08/29/97  Hi 
Received:  08/29/97  | 
Analyzed:  see  below  | 

MJ 

Reported:  09/03/97  1 

•i-aiissrsis      ,i ,  igtimmiMmmmm 


iUUllllflUUnHUIIIJlE 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

1  *  -  -  Si 

Limn 

Sample 
Results 

Lab  No:  9708F15-06 

Sample  Desc  :  LIQUID, El  Dorado  ES  2-8 

Lead 

mg/L 

09/02/97 

0.0050 

H  N.D. 

Lab  No:  9708F15-09 

Sample  Desc  .  LlQUID,EI  Dorado  ES  2-9 

Lead 

mgA 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-10 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-9  Duplicate 

D 

1 1 4  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-11 

Sample  Desc :  LIQUID, El  Dorado  ES  2-10 

\<(fj  Lead 

mg/L 

09/02/97 

0.0050 

£2  N.D. 

Lab  No:  9708F15-12 

Sample  Desc  :  UQUID,EI  Dorado  ES  2-11 

a 

1/1  fir  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-13 

Sample  Desc  :  UQUID.EI  Dorado  ES  2-12 

10$  Lead 

mg/L 

09/02/97 

0.0050 

t  I  N.D. 

Lab  No:  9708F15-14 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-13 

m 

%\  fc  Lead 

mg/L 

09/02/97 

00050 

N.D. 

Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pag«: 


09/03/97    09:03         TX/RX  NO. 9367         P. 003 


SEP.  3.  1  997   8:02AM  NO.  5460     F.  4/17 

fk\  Sequoia 
~-  Analytical 


680  Chw»peake  Drive  Redwood  City,  CA  94063  (6S0)  $6*-9W)  FAX  (650)  364-9233 
404  N.  WigetUfK  Walnut  Creek,  CA  94598       (  510)986-9600         FAX  (5 10)  988-9673 

819  Striker  Avenue.  Suite  8     S»Cfam<ailo,  CA  95B34  C9IC)  92 1-9*00  FAX  (916)  921-0100 


g SFUSD 
g  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 

i 

|  Attention:     Bruce  Glannini 

sj..- . , .  .  -  -  ,~<**nnn.uiri!!!l! 


Client  Proj.  ID:  0  Dorado  ES 
Lab  Proj.  ID:  9708F15 


  seimHSiffiil 

Sampled:  08/29/97  % 
Received:  08/29/97  S 
Analyzed:  see  below  | 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F15-15 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-14 


Lead 


mg/L 


09/02/97 


0.0050 


L"  N.D. 


Lab  No:  9708F15^16 

Sample  Desc :  LlQUID,EI  Dorado  ES  2-15 


Is 


fi  A 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F15-17 

Sample  Desc :  UQUID,EI  Dorado  ES  2-16 


ft* 


Lead 


mg/L 


09/02/97 


0.0050 


(LI 


N.D. 


Lab  No:  9708F15-18 

Sample  Desc :  LIQUID, El  Dorado  ES  2-17 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F15-19 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-16 


Lead 


mg/L 


09/02/97 


0.0050 


0  0050 


N.D. 


t  ^'  N.D. 


fI 


Lab  No:  9708F15-20 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-18  Duplicat 

v*M$       Lead  mg/L 


09/02/97 


0.0050 


N.D. 


Ub  No:  9708F15-21 
Sample  Desc :  LlQUID,Blank 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Analyte s  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL    ELAP  #1210 


Page:  3 


09/03/97  09:03 


TX/RX  NO. 9367         P. 004 


i 


SEP.  19.  199?  4:15PM 

fk\  Sequoia 
-   -  Analytical 


680  Chesapeake  Drive 

404  N.  Wlget  Lane 

8 1 9  Striker  Avenue.  Suite  8 


Redwood  City.  CA  94063 
•WjIihk  Creek,  CA  94598 
Stcrsmento.  CA  95834 


NO. 

(650)  364-9600 
(510)  988-96W 
(916)  911-9600 


6172     P.  11/15 

FAX  (650)364-9133 
FAX  (510)  988.96T3 
FAX  (916)921.0100 


|  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
!  San  Francisco,  CA  94124 


■  Attention: 


Bruce  Giannini 

 m=!s;3-.°j:ir:..-i::i;!!!WVIillllllllllWWI| 

JjiuuimuiMiiiiiiinBiKriH.  =  Er~±!a« 


._  ....  .  ..  w«uumnffiKss:i 

Client  Proj.  ID:  El  Dorado  ES 
Lab  Pro).  ID:  9709819 


IUblinillMimillHllllllllli:ifhi 


=CSfi"!«Blti«!IW| 


am 


Sampled:  09/16/97  ,„ 
Received:  09/16/97  g 
Analyzed:  see  below  !!! 

JReported|J9/l9/97  J| 


Analyie 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709819-01 

Sample  Desc  :  LIQUID, El  Dorado  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

0.017 

Lab  No:  9709819-02 

Sample  Desc  :  LIQUID.EI  Dorado  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-03 

Sample  Desc :  LIQUID, El  Dorado  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-04 

Sample  Desc :  LIQUID.EI  Dorado  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-05 

Sample  Desc  :  UQUID,EI  Dorado  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-06 

Sample  Desc :  UQUID,EI  Dorado  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:          970981 9-07 

Sample  Desc  .  LIQUID.EI  Dorado  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

09/19/97    17:14         TX/RX  NO. 9808         P. 011 


SEP.  1  9.  1  997   4:16PM  NO.  6172     F.  12/15 

/J£\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  9406 3  (650)364-9600  FAX  (650)  364-9333 
404  N.  Wiget  Lane  Walnut  Creek,  CA  94J98       (510)986-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite*    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


1  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 

Attention:     Bruce  Giannini 


Oient  PropD:  "  El  Dorado  ES 
LabProj.  ID:  9709819 


Sampled:  09/16/97  !!} 
Received:  09/16/97  B 
Analyzed:  see  below  = 

i; 

Reported:  09/19/97  § 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709819-08 

Sample  Desc :  LIQUID, El  Dorado  3*8 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-09 

Sample  Desc  :  UQUID.EI  Dorado  3-9 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-10 

Sample  Desc  :  LIQUID, E!  Dorado  3-0  Dup 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

AnaJytes  reported  as  N.D.  were  not  present  above  tne  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 01 2 


SEP.  19.  1997   4:1  6PM 


£7a  Sequoia 
%^  Analytical 


NO.  6172     P.  13/15 


680  Chesapeake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364.9533 
404  N.  Wgct  Walnut  Creek,  CA  94598       <5iQ)  WB-9G00         FAX  (510)  968-9673 

819  Striker  Avenue,  Suite  8     Sacramento.  CA  95834  (916)  921-9600  FAX  (916)  921-0)00 


iisHIUlllllllllllllllBlliSS: 


mmm 


HI  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
£  San  Francisco.  CA  94124 


  JHBHBHHHH 

Client  Proj.  ID:    El  Dorado  ES 

Lab  Proj.  ID:  9709819 


E  Attention:     Bmce  Giannlnl 

Es»=2H.-:-i    ■  ,  :.f..Miniin.inrrniir,J:""  •-■  ■■■  _  -  rj»»&aiiiiimiiniiNniiiii!i!!iii'''!i?i';-r   

minniniui-", ,.-  •  .  "li.liiliumiiimni  :!rsgs===;  -EzTginnlllliiiiiiiii  iiiiiiiiiiiiimsieicEs 


Sampled: 
Received:  09/16/97  I 
Analyzed:  see  below  1 

■SI 

III 

Reported:  09/19/97  is 

— —  r-  ,  siaarj;;^iiiaf1iiiMilHWlintmHltlHiliilrl 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709819-11 
Sample  Desc  :  LIQUID, Blank 


Lead 


mg/L 


09/19/97 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
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Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52162 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  EL  DORADO  ES  DateSampied  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/2  0/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
207 

EL  DORADO  9A 

52162-01 
LINKING  FOUNTAIN 

1.2 

1.0 

Client 
Micro 

SINK  Dl 
207 

EL  DORADO  9B 

52162-02 
LINKING  FOUNTAIN 

1 .3 

1.0 

Client 
Micro 

SINK  Dl 
207 

EL  DORADO  9C 

52162-03 
LINKING  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

BLANK 

EL  DORADO  BLANK 

52162-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anatysis  irTaTifiRIng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4851  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EVERETT  MS  Date  Sampled  9/15/97 

San  FranciSCO,  CA    94124  Date  Received  9/15/97 

Date  Analyzed  9/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

529-1 

Micro 

48519-01 

1.0 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C95 
ADJACENT  TO  BATHROOM  T52 
FIRST  DRAW 

Client 

529-2 

Micro 

48519-02 

1.9 

1.0 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 

Client 

529-3 

Micro 

48519-03 

1.6 

1.0 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 

Client 

529-4 

Micro  48519-04 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR 
ADJACENT  TO  BATHROOM  750 
FIRST  DRAW 

<  1.0 

1.0 

Client 

529-5 

Micro 

48519-05 

1.0 

DRINKING  FOUNTAIN 

DRINKINF  FOUNTAIN  IN  CORRIDOR  C93A 

NEAR  LOCKER  ROOM 

FIRST  DRAW 

1 .7 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^afialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063                                                                 PROJECT:  Micro  Log  in  48519 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  EVERETT  MS  Date  Sampled  9/15/97 

San  Francisco,  CA  94124  Date  Recejved  g/15/97 

Date  Analyzed  9/16/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SPIKE  # 
SPIKED 

529-6 

48519-06 
97-W00771-5 

1  1 .3 

1.0 

Client 
Micro 

BLANK 

529-7 

48519-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fc>Seadjanalystssa-flrinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  EXCELSIOR  CC  #925 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/9  7 
Date  Analyzed  8/20/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
001 

1 

47561-01 
FAUCET 

1  .6 

1,0 

Client 
Micro 

WATER 
001 

2 

47561-02 
FAUCET 

1.1 

1.0 

Client 
Micro 

WATER 
001 

3 

47561-03 
FAUCET 

1.4 

1.0 

Client 
Micro 

WATER 
002 

4 

47561-04 
FAUCET 

2.3 

1.0 

Client 
Micro 

WATER 
002 

5 

47561-05 
FAUCET 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l&ad-ehalysisTrrdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC  #925 


Micro  Log  In    47  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 
Micro 

WATER 
002 

6 

47561-06 
FAUCET 

1 .4 

1.0 

Client 
Micro 

WATER 
T60 

7 

47561-07 
FAUCET 

2.6 

1.0 

Client 
Micro 

SINK  Dl 
004 

8 

47561-08 
LINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  D 
004 

9 

47561-09 
FUNKING  FOUNTAIN 

2.5 

1.0 

Client 
Micro 

BLANK 

1  0 

47561-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  IeaTX"aTiafysisTn~T}ririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC  #925 


Micro  Log  In    4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

3.7 

1.0 

Micro  47561-11 

DRINKING  FOUNTAIN 
C90 

Client 

1  2 

2.9 

1.0 

Micro  47561-12 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 

Client 

1  3 

2.8 

1.0 

Micro  47561-13 

WATER  FAUCET 
T50 

Client 

1  4 

4.2 

1.0 

Micro  47561-14 

WATER  FAUCET 
T50 

Client 

97-W00752-2 

12.2 

1.0 

Micro 

BLANK 

47561-15 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea7analysi¥lrTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    4  7  8  4  6 
Total  Samples  45 
Date  Sampled  8/2  6/9  7 
Date  Received  8/2  6/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BLDGC 
UPPER 

1 

47846-01 
liUCET 

NEXT  TO  STOVE 
-EVEL  BLDG.  C 

1.6 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
UPPER 

2 

47846-02 
kUCET 

SINK  NEAR  ENTRY 
LEVEL  BLDG  C 

14.2 

1.0 

Client 
Micro 

SINK  Dl 
BLDGC 
UPPER 

3 

47846-03 

LINKING  FOUNTAIN 
NEAR  ENTRY 
LEVEL  BLDG  C 

1 .5 

1.0 

Client 
Micro 

SINK  Ft 
RIGHT ! 
UPPER 

4 

47846-04 
\UCET 

SIDE  RR  BLDG  C 
LEVEL  BLDG  C 

35.2 

1.0 

Client 
Micro 

SINK  Fi 
LEFTS 
UPPER 

5 

47846-05 
WCET 

DE  RR  BLDG  C 
LEVEL  BLDG  C 

1  1  6 

4.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead-artalysisTn'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    47  8  4  6 
Total  Samples  45 
Date  Sampled  8/2  6/9  7 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BLDG  C 
UPPER 

6 

47846-06 
lUCET 

RR  LEFT  FAUCET 
LEVEL  BLDG  C 

5.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDG  C 
UPPER 

7 

47846-07 

LUCET 

RR  RIGHT  FAUCET 
LEVEL  BLDG  C 

4.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDG  D 

8 

47846-08 
kUCET 

NEXT  TO  STOVE 

5.6 

1.0 

Client 
Micro 

SINK  Fi 
BLDG  C 

9 

47846-09 
XUCET 

I  SINK  NEAR  ENTRY 

3.5 

1.0 

Client 
Micro 

BLANK 

1  0 

47846-10 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tbtJead'  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    47  8  4  6 
Total  Samples  45 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  01 
BLDG  C 

1  1 

47846-1 1 

UNKING  FOUNTAIN 
NEAR  ENTRANCE 

2.4 

1.0 

Client 
Micro 

SPIKED 

97-W00760-4 

47846-12 
SAMPLE 

21.0 

1.0 

Client 
Micro 

DRINKI 
BLDG  C 

1  2 

47846-13 
VG  FOUNTAIN 

OUTSIDE  DRINKING  FOUNTAIN  LEFT 

1.4 

1.0 

Client 
Micro 

DRINKI 
BLDG  t 
RIGHT 

1  3 

47846-14 
HG  FOUNTAIN 

)  OUTSIDE  DRINKING  FOUNTAIN 

<1.0 

1.0 

Client 
Micro 

SINK  Fi 
BLDG  [ 
LEFTS 

1  4 

47846-15 

WCET 

f  RIGHT  RR 

NK  FAUCET  DISCONNECTED 

31.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdMeatfanalysiSirrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 136  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    47  846 
Total  Samples  45 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  5 

Micro  47846-16 

SINK  FAUCET 
BLDG  D  LEFT  RR 

23.0 

1.0 

Client 

1  6 

Micro 

47846-17 

8.7 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
LEFT  DRINKING  FOUNTAIN 
MID  LEVEL 

Client 

1  7 

Micro 

47846-18 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
RIGHT  DRINKING  FOUNTAIN 
MID  LEVEL 

1.0 

Client 

1  8 

Micro 

47846-19 

1 .8 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  LEFT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

Client 

1  9 

Micro 

47846-20 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  RIGHT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

1.6 

Technical  Supervisor:  ^= — K/^~~7^^~~~~~     9/8/97  Analyst:  

Farid  Rarn>^zad^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  retjeadjknalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

20 

47846-21 

<1.0 

1.0 

Client 
Micro 

SINK  Ft 
OFFICE 

21 

47846-22 
WJCET 

AREA  SINK  BLDG  A 

3.1 

1.0 

Client 
Micro 

SINK  F/ 
BLDGC 
MIDLE) 

22 

47846-23 
MJCET 

NEAR  STOVE 
'EL 

2.5 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LP 

23 

47846-24 
VUCET 

:  SINK  NEAR  ENTRY 
/EL 

6.6 

1.0 

Client 
Micro 

SINK  D 
BLDG  < 
MIDLE 

24 

47846-25 

FUNKING  FOUNTAIN 
:  NEAR  ENTRY 

m. 

<1.0 

1.0 

Technical  Supervisor 


.  7  T$—<f^^:JL  ± 


9/8/91 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iqad  analysis  ifr-dtinfeing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate*T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In    47  846 
Total  Samples  4  5 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25 

Micro  47846-26 
SINK  FAUCET 

BLDG  C  TEACHERS'  COMPUTER  ROOM 
MID  LEVEL 

6.1 

1.0 

Client 

26 

Micro  47846-27 
SINK  FAUCET 

BLDG  C  TEACHERS'  RR  SINK 
MID  LEVEL 

2.1 

1.0 

Client 

27 

Micro  47846-28 

SINK  FAUCET 

BLDG  C  LEFT  RR  LEFT 

MID  LEVEL 

4.0 

1.0 

Client 

28 

Micro  47846-29 

SINK  FAUCET 

BLDG  C  LEFT  RR  RIGHT 

MID  LEVEL 

2.4 

1.0 

Client 

29 

Micro  47846-30 

SINK  FAUCET 

BLDG  C  RIGHT  RR  LEFT 

MID  LEVEL 

4.0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES 
San  Francisco,  CA  94124 


Micro  Log  In    47  8  4  6 
Total  Samples  45 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

30 

Micro 

BLANK 

47846-31 

<1.0 

1.0 

Client 

3  1 

Micro  47846-32 

SINK  FAUCET 

BLDG  C  RIGHT  RR  RIGHT 

MID  LEVEL 

1.1 

1.0 

Client 

32 

Micro  47846-33 

SINK  FAUCET 

BLDG.  A  FACULTY  ROOM 

MID  LEVEL 

1  .2 

1.0 

Client 

33 

Micro  47846-34 

SINK  FAUCET 

BLDG  D  SINK  NEAR  STOVE 

BELOW  MID  LEVEL  "D" 

6.6 

1.0 

Client 

34 

Micro  47846-35 

SINK  FAUCET 

BLDG  D  NEAR  ENTRANCE 

BELOW  MID  LEVEL  "D" 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaaTratv"sT9-4Qjjnnt$ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4784  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  _  ,  _    .  . 

Date  Received  8  /  2  6  /  9  7 

Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

35 

Micro  47846-36 

SINK  DRINKING  FOUNTAIN 
BLDG  D  NEAR  ENTRANCE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

36 

Micro  47846-37 

SINK  FAUCET 
TEACHERS'  ROOM 
BELOW  MID  LEVEL  "D" 

2.4 

1.0 

Client 

37 

Micro  47846-38 

SINK  FAUCET 
TEACHERS'  RR 
BELOW  MID  LEVEL  "D" 

2.1 

1.0 

Client 

38 

Micro  47846-39 

SINK  FAUCET 
BOYS'  ROOM 
BELOW  MID  LEVEL  "D" 

1 .7 

1.0 

Client 

39 

Micro  47846-40 

SINK  FAUCET 
GIRLS'  ROOM 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Technical  Supervisor:    v  X^^-^-^^-^-^^^C- —  9/8/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leltd-emlysislrt-ddoking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  6/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

40 

Micro 

BLANK 

47846-41 

<1.0 

1.0 

Client 

41 

Micro  47846-42 

DRINKING  FOUNTAIN 
BLOG  D  LEFT  OUTSIDE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

42 

Micro  47846-43 

DRINKING  FOUNTAIN 
BLDG  D  RIGHT  OUTSIDE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

43 

Micro  47846-44 

SINK  FAUCET 

BLDG  D  RR  SINK  LEFT 

BELOW  MID  LEVEL  "D" 

2.0 

1.0 

Client 

44 

Micro  47846-45 

SINK  FAUCET 

BLDG  D  RR  SINK  RIGHT 

BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iead_anafysls~in-d«nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  4  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  1 0/6/97 

San  Francisco,  CA  94124  »  ,  0    .  . 

'  Date  Received  10/6/97 

Date  Analyzed  10/6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

2A 

1  .0 

1.0 

Micro  49248-01 
SINK  FAUCET 

BLDG.  C.  SINK  NEAR  ENTRANCE 
1ST 

Client 

2B 

<       1  .0 

1.0 

Micro  49248-02 
SINK  FAUCET 

BLDG.  C,  SINK  NEAR  ENTRANCE 
2ND 

Client 

2C 

3.3 

1.0 

Micro  49248-03 
SINK  FAUCET 

BLDG.  C,  SINK  NEAR  ENTRANCE 
3RD 

Client 

4A 

<      1 .0 

1.0 

Micro  49248-04 

SINK  FAUCET 

RIGHT  SIDE  RR,  BLDG.  C 

1ST 

Client 

4B 

<  1.0 

1.0 

Micro  49248-05 

SINK  FAUCET 

RIGHT  SIDE  RR,  BLDG.  C 

2ND 

Technical  Supervisor: 


3sL 


Farid  Rame 


0/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnrlfcing&water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifk»teN/4£37VjBamples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  9  2  48 
Total  Samples  1  6 
Date  Sampled   10/6/9  7 
Date  Received  10/6/97 
Date  Analyzed  10/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

4C 

3.2 

1.0 

Micro  49248-06 

SINK  FAUCET 

RIGHT  SIDE  RR,  BLDG.  C 

3RD 

Client 

5  A 

<  1.0 

1.0 

Micro  49248-07 

SINK  FAUCET 

LEFT  SIDE  RR,  BLDG.  C 

1ST 

Client 

5B 

<  1.0 

1.0 

Micro  49248-08 

SINK  FAUCET 

LEFT  SIDE  RR,  BLDG.  C 

2ND 

Client 

5C 

2.1 

1.0 

Micro  49248-09 

SINK  FAUCET 

LEFT  SIDE  RR,  BLDG.  C 

3RD 

Client 

14A 

<      1 .0 

1.0 

Micro  49248-10 

SINK  FAUCET 
BLDG.  D,  RIGHT  RR 
1ST 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  analysis  m-diinRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate#+032*)  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  48 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  10/6/97 

San  Francisco,  CA    94124  Date  Received  1  0/6/97 

Date  Analyzed  10/6/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

14B 

<  1.0 

1.0 

Micro  49248-11 

SINK  FAUCET 
BLDG.  D,  RIGHT  RR 
2ND 

Client 

14C 

<       1  .0 

1.0 

Micro  49248-12 
SINK  FAUCET 
BLDG.  D,  RIGHT  RR 
3RD 

Client 

15A 

<       1  .0 

1.0 

Micro  49248-13 

BLDG.  D,  LEFT 
1ST 

Client 

15B 

<  1.0 

1.0 

Micro  49248-14 

BLDG.  D,  LEFT 
2ND 

Client 

15C 

<  1.0 

1.0 

Micro  49248-15 

BLDG.  D,  LEFT 
3RD 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisin  drihttng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificaievjMOOT  S5m©4e«-We  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  forfM  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49248 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  10/6/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/ 6/9 7 

Date  Analyzed  10/6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

45 

Micro  49248-16 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  IN  YARD 

100.4 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead^nalysisNn^titinkirita  water  by  the  Calitomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  theBxarnirtetion  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47739 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR  Date  Sampled  8/16/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
FIRST  C 

1 

47739-01 
1G  FOUNTAIN 

)RAW 

14.0 

1.0 

Client 
Micro 

DRINKII 

2 

FIRST  r. 

2 

47739-02 
1G  FOUNTAIN 

•RAW 

6.2 

1.0 

Client 
Micro 

DRINKI 

3 

FIRST  C 

3 

47739-03 
1G  FOUNTAIN 

>RAW 

3.8 

1.0 

Client 
Micro 

DRINKI 
4 

FIRST  [ 

4 

47739-04 
MG  FOUNTAIN 

)RAW 

6.8 

1.0 

Client 
Micro 

DRINKI 

s 

FIRST  1 

5 

47739-05 
NG  FOUNTAIN 

)RAW 

4.6 

1.0 

Farid  Ra/nesanzadeh.  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for lea4«nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                         PROJECT:  Micro  Log  In    4773  9 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR                DateSampied  8/16/97 

San  Francisco,  CA  94124  ,  D  , 

'  Date  Received  8/25/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
6 

FIRST  C 

6 

47739-06 
4G  FOUNTAIN 

IRAW 

4.5 

1.0 

Client 
Micro 

DRINKII 
7 

FIRST  E 

7 

47739-07 
4G  FOUNTAIN 

IRAW 

1 .3 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

8 

47739-08 

VUCET 
N 

IRAW 

6.4 

1.0 

Client 
Micro 

DRINKI 
L 

FIRST  I 

9 

47739-09 
MG  FOUNTAIN 

)RAW 

4.1 

1.0 

Client 
Micro 

SINK  Fj 
STAFF 
FIRST  1 

1  0 

47739-10 

MJCET 

KITCHEN 

IRAW 

8.0 

1.0 

Technical  Supervisor 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  739 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR  Date  Sampled  8/16/97 

San  Francisco,  CA  94124  n.  D    .   .  0,oc/n, 

Date  Received  8/25/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47739-11 

<      1  .0 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
FIRST  C 

1  1 

47739-12 

«JG  FOUNTAIN 
E 

)RAW 

2.8 

1.0 

Client 
Micro 

SPIKED 

1  2 

47739-13 

57.1 

2.2 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  m-drJrjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  97 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  DateSampied  10/1/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DI 
ROOM  1 
FIRST  C 

1  A 

49297-01 
UNKING  FOUNTAIN 

)RAW 

3.9 

1.0 

Client 
Micro 

SINK  DI 
ROOM  1 
FIRST  C 

1  B 

49297-02 
LINKING  FOUNTAIN 

)RAW 

5.0 

1.0 

Client 
Micro 

SINK  DI 
ROOM1 
FIRST  I 

1  C 

49297-03 
LINKING  FOUNTAIN 

)RAW 

4.5 

1.0 

Client 
Micro 

BLANK 

BLANK 

49297-04 

<      1 .0 

1.0 

accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


I 


I 


KfiX  NU. 


P.  02/11 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Login    6  6361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  DateSampied  3/18/99 

San  Francisco,  CA   94124  Date  Received  3/19/99 

Date  Analyzed  3/22/99 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

/nnM 
\rrut 

Comments 

Client 

ALICE  1A 

Micro 

66361-01 

1 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINK1NQ  FOUNTAIN 

6 

Client 

ALICE  1B 

Micro 

66361-02 

1 

2ND  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

3 

Client 

ALICE  2A 

Micro 

66361-03 

1  9 

1 

1ST  DRAW,  HALLWAY  (3RD  FLOOR) 

Drinking  fountain 

Client 

ALICE  2B 

Micro 

66361-04 

24 

1 

2ND  DRAW.  HALLWAY  (3RD  FLOOR) 
DRINKING  FOUNTAIN 

Client 

ALICE  3A 

Micro 

66361-05 

1ST  DRAW,  HALLWAY  (3RD  FLOOR) 
DRINKING  FOUNTAIN 

4 

1 

Technical  ftnpftrutgrtr-  ^vt*jJjsj(4^T§  3/24/99       Analyst:   TL  

J^tf  Farid  Ramwanz&Jeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  or  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 136  (Standard  Methods  lor  the  Examination  or  Water  and  Wastewater,  18th  edition,  1892,  American  Public  Health 
Association.  American  Water  Works  Association,  Walar  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  mparts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04608  -  (510)  653-0824 


MK-^b-yy  THU  AH  KAX  NO.  P.  03/11 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  63  61 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Sampios  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  Date  sampled  3/18/99 

San  Francisco,  CA   94124  Dale  Received  3/19/99 

Date  Analyzed  3/22/99 


Detection 


Client  Sample  ID 

Lead  Concentration 

(PPo) 

Limit 

\PPD) 

Comments 

Client 

ALICE  38 

Micro 

66361*06 

1 

2ND  DRAW,  HALLWAY  (3RD  FLOOR) 
DRINKING  FOUNTAIN 

3 

Client 

ALICE  4A 

Micro 

66361-07 

1 

1ST  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

7 

Client 

ALICE  4Q 

Micro 

66361-08 

46 

1 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

Cliont 

ALICE  5A 

Micro 

66361-09 

3  5 

1 

1ST  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

Client 

ALICE  SB 

Mian 

66361-10 

33 

1 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

Technical  Supervisor:  <^<MaXuA  J2lO 724/99       Analyst:   £L  

Fend  Ramazanza&h.  M.S.        Data  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Dopartment  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  S  pact  re  me  try  in 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  d»  Water  and  Wastowator,  lath  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcept  in  lull,  with  the 
approval  or  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0624 


HAK-^b-yy  THU  09:38  AH 


FAX  NO. 


P.  04/11 


Paga  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  63  61 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  Dale  Sampled  3/18/99 

San  Francisco,  CA  94124  Date  Received  3/19/99 

Data  Analyzed  3/24/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ALICE  6A 

Micro 

66361-11 

<  1 

1 

1ST  ORAW.  FACULTY  LOUNGE 
SINK  FAUCET 

Client 

ALICE  6B 

Micro 

66361-12 

2ND  DRAW,  FACULTY  LOUNGE 
SJNK  FAUCET 

<  1 

1 

Cliont 

ALICE  7A 

Micro 

66361-13 

>  1  60 

1ST  DRAW.  HALLWAY  (1ST  FLOOR) 
DRINKING  FOUNTAIN 

1 

Client 

ALICE  7B 

Micro 

66361-14 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
DRINKING  FOUNTAIN 

1 

1 

Client 

ALICE  8A 

Micro 

66361-15 

26 

1 

1ST  DRAW,  HALLWAY  AST  FLOOR) 
DRINKING  FOUNTAIN 

Technical  Supervisor: 


Date  Reported 


Analyst: 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Servtooi,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certfflcalo  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  edition,  1992,  American  PubHc  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  ba  reproducad  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  biHIon. 

5900  KOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


nHK-do-aa  ihu  uy;ja  an 


FAX  NO. 


P.  05/11 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALICE  FONG  YU 


Micro  Log  In    663  61 
Total  Samples  2  6 
Date  Sampled  3/18/99 
Dato  Received  3/19/99 
Date  Analyzed  3/24/9  9 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ALICE  SB 

7 

1 

Micro  6636M6 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
DRINKING  FOUNTAIN 

Client 

ALICE  9A  ! 

<  1 

1 

Micro  66361-17 

1ST  DRAW,  CLASS  101 
SINK  DRINKING  FOUNTAIN 

Client 

ALICE  98 

<  1 

1 

Micro  66361-18 

2ND  DRAW.  CLASS  101 
SINK  DRINKING  FOUNTAIN 

Client 

ALICE  IDA 

<  1 

1 

Micro  66361-19 

1ST  DRAW,  CLASS  102 
SINK  DRINKING  FOUNTAIN 

Client 

ALICE  10B 

<  1 

1 

Micro  66361-20 

2ND  DRAW.  CLASS  102 
SINK  DRINKING  FOUNTAIN 

m 

3/24/99  Analyst: 


TT 


Technical  Supervisor: 

Farid  RamezWnzfldeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Maihod  31 138  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Waier  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  wtlh  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


riAK-^b-yy  thu  uy:^«  An 


FAX  NO. 


P.  06/11 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALICE  FONG  YU 


Micro  Log  In    6  6361 
Total  Samplos  2  6 
Dale  Sampled  3/18/99 
Dale  Received  3/19/99 
Date  Analyzed  3/24/99 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

1ST  DA 
SINK  Dl 

ALICE  11A 

66361-21 

IW.  CLASS  109 
UNKING  FOUNTAIN 

<  1 

1 

Client]            ALICE  11 B 
Micro  66361-22 

2ND  DRAW,  CLASS  103 
SINK  DRINKING  FOUNTAIN 

<  1 

1 

Client  |            ALICE  12A 

Micro  66361-23 

1ST  DRAW,  CLASS  104 
SINK  DRINKING  FOUNTAIN 

3 

1 

Client 
Micro 

2ND  DH 
SJNKDI 

ALICE  12B 

66361*24 

AW,  CLASS  104 
LINKING  FOUNTAIN 

3 

1 

Client  |            ALICE  13A 

Micro  66361-25 

1ST  DRAW,  CLASS  106 
SINK  DRINKING  FOUNTAIN 

1  2 

1 

Technical  Supervisor: 


Farid  Ramezagzadeh.  M.S. 


3/24/99  Analyst: 


rr 


Date  Reported 

Micro  Analytical  Laboratories,  fncr*is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  lath  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  \a  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-OA24 


nHK-£t)-yy  ihu  uy:dy  an 


FAX  NU. 


P.  07/11 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  »  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALICE  PONG  YU 


Micro  Log  In    6  6  3  61 
Total  Samples  26 
Dale  Sampled  3/18/99 
Dale  Reoaivod  3/19/99 
Dale  Analyzed  3/24/99 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

ALICE  13B 

Micro  66361-26 

2ND  DRAW,  CLASS  106 
SINK  DRINKING  FOUNTAIN 

1 

1 

Technical  R.ipprv.snr      Jrf,uX\jliZAjJ&       3/24/99       Analyst:   tt  

r  V  Farid  Ramezanzadah,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  lne>rs  aceradited  tor  load  analysis  (n  drinking  water  by  the  California  Department  of  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samplos  era  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordanco  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Waier  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  portaine  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  «  (510)  653-0624 


nw-ub-aa  thu  11:29  am 


FAX  NO. 


P.  02 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONQ  YU  Dale  Sampled  3/18/99 

San  Francisco,  CA   94124  Dale  Rocolved  3/1  9/99 

Date  Analyzed  3/24/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

2ND  DR 
SINK  Dl 

ALICE  13B 

66361-26 

AW.  CLASS  105 
LINKING  FOUNTAIN 

1 

1 

Cliont 
Micro 

BLANK 

ALICE  BL1 

66361-27 

<  1 

1 

Client 

Micro 
PLANK 

ALICE  BL2 

66361-28 

<  1 

1 

Technical  Supervisor. 


V 

i.Tne.  is 


Farid  Rameiarwadeh,  M.S. 


JUk  3/25/99  Analyst: 


TT 


Date  Reported 


Micro  Analytical  Laboratories,!™!,  is  accredited  lor  lead  analysis  In  drinking  water  by  the  Calllomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Proflram  (ELAP),  CortificBte  #1037.  Samples  are  analyzed  by  Platlorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  16th  edition,  1982,  American  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  no!  be  reproduced  cxeopt  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  portains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  «  parts  par  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  65J-0824 


juN-iH-yy  nun  \2>w  ph 


FAX  NO. 


P.  16/17 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  69497 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  ES  Date  Sampled  6/3/1999 

San  Francisco,  CA  94124  PROJECT  NO.  B-2243  ^  Roceived  6/3/19g9 

Date  Analyzed  6/4/1999 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  |             ALICE  7  1 
Micro  69497-01 

DRINKING  FOUNTAIN 
1ST  FLOOR,  HALL 
1ST  DRAW 

6 

1 

Client  |                ALICE  8  I 

Micro  69497-02 

DRINKING  FOUNTAIN 
1ST  FLOOR,  HALL 
1ST  DRAW 

2 

1 

Client  |              AUCE  4  1 

Micro  69497-03 

DRINKING  FOUNTAIN 
2ND  FLOOR,  HALL 
1ST  DRAW 

4 

1 

Client  [              ALICE  2  1 

Micro  69497-04 

DRINKING  FOUNTAIN 
3RD  FLOOR,  HALL 
1ST  DRAW 

1  2 

1 

Analyst:  


FR 


Technical  Supervisor: 

Farid  Rarr^anzJttlEfiri 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysisTrt  <kinKlQP>»aler  by  the  California  Department  ol  Health  Services  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Cenillcate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Mothod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  odllion,  1992,  Amorlcan  Public  Health 
Association,  Amorlcan  Water  Works  Association,  Water  Pollution  Control  Fodoratian).  This  report  must  not  be  reproduced  except  in  full  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzod.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94600  -  (510)  653-0824 


I 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47524 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  FLYNN  ES  Date  Sampled  8/17/9  7 

San  Francisco,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
190  (HA 

FLYNN  1 

47524-01 

LE  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

1 .8 

1.0 

Client 
Micro 

WATER 
190  (HA 

FLYNN  2 

47524-02 

-COOLED  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

1 .9 

1.0 

Client 
Micro 

SINK  Dl 
108  B/ 

FLYNN  3 

47524-03 

UNKING  FOUNTAIN 
=1RST  DRAW 

2.5 

1.0 

Client 
Micro 

SINK  FJ 
108B/ 

FLYNN  4 

47524-04 

UfCET 
FIRST  DRAW 

10.3 

1.0 

Client 
Micro 

SINKD 
202 /Fl 

FLYNN  5 

47524-05 

FUNKING  FOUNTAIN 
RST  DRAW 

2.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlSSrcr^nalysisln'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47524 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  FLYNN  ES  Date  Sampled  8/17/97 
San  Francisco,  CA  94124 


Date  Received  8/19/97 
Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
211  /  FIF 

FLYNN  6 

47524-06 

lUCET 
1ST  DRAW 

29.9 

1.0 

Client 
Micro 

MULTIP 
230  (HA 

FLYNN  7 

47524-07 

LE  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

2.6 

1.0 

Client 
Micro 

WATER 
230  (HA 

FLYNN  8 

47524-08 

•COOLED  DRINKING  FOUNTAIN 
LL)/ FIRST  DRAW 

1.7 

1.0 

Client 
Micro 

WATER 
350  (HA 

FLYNN  9 

47524-09 

-COOLED  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

2.7 

1.0 

Client 
Micro 

MULTIF 
350 (H# 

FLYNN  10 

47524-10 

LE  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

13.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47524 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  FLYNN  ES  Date  Sampled  8/17/9  7 

San  Francisco,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

MULTIP 
350  (HA 

FLYNN  11 

47524-1 1 

LE  DRINKING  FOUNTAIN 
LL)  /  FIRST  DRAW 

22.0 

1.0 

Client 
Micro 

BLANK 

FLYNN  12 

47524-12 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Qpniinia  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  36*.ft333 

fAj        OC^UUiO  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)988.9600         FAX  (510)  988-9673 

— ^?  Andlytic3.1     8 19  Slrlkcr Sultc  fl  sa<w»««nK>.  c*  95834       »j.-«oo    fax  (916)9210100 


S  SFUSD  Client  Proj.  ID:     Leonard  Rynn  ES 

1 1551  Newcomb  Ave.,  Rm.  103 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710493 


si  Attention:     Bruce  Giannini 

i|i;iiliimniniiriii!s_" 


^ll'IMllllllllllllllllllllllllllMIIIIJS 


Hlllllllllllllllllllll.l 


fTTjnmmniaia 


Sampled:  09/26/97  i 
Received:  10/09/97  g 
Analyzed:  see  below  ir[ 

iij 

Reported:  10/14/97  § 


i!!iui!ii|lllllliiiiiiiniiiiir 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710493-01 
Sample  Desc  :  UQUID,Flynn  10-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710493-02 
Sample  Desc  :  LIQUID, Flynn  10-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D, 

Lab  No:  9710493-03 
Sample  Desc  :  LIOUID,Flynn  10-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710493-04 
Sample  Desc  :  LIQUID, Flynn  6-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710493-05 
Sample  Desc :  LIQUID, Flynn  6-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710493-06 
Sample  Desc  :  UQUID,Frynn  6-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Lab  No:  9710493-07 

Sample  Desc :  LIQUID, Flynn  6-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

Analytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection, 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Page  i 


10/14/97    11:58         TX/RXNO.0298         P. 025 


mnn    in.i-innit  Mn   ,?1Pr7        P  0C/9C 

u.  i a 3 f  i£;uorK  «u.  nui     r.  £0/  io 


Qpfiljrvia  6B0  Chesapeake  Drive         Redwood  City,  CA  9406?      (650)  364-9600        FAX  (650)  364-9133 

404  N.  Wigei  bine  Walnut  Creek.  CA  94598      (510)  988-9600        FAX  (510)  988-9673 

yi^j^^Jy^.|^,^J  Si!>  Striker  Avenue,  Suite  8    Sacramento,  CA  95934         (916)  921-9600         FAX  (916)  921-0100 


II  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 

in 

I  Attention:     Bruce  Giannini 


...  .r.  ■ ,  :i-ii»i:;rnnniHamBniiayil— llll  1:1 


-ii|l|ii|iii|iiiiiiii!iiiim1i!iiL^|i;= 


-  iiiniiiiiiiiiiiiMi|]iiii'i'i 


T'Hi  Iilliuliiiitiag* 


■  1 1  ii  1 1  u  cu  1 1  ii  iiiiii  i  i  jiiuiiiiuultililMiilllili: 


ji|imiliiiiiiiiiiiiiiiHiin,Doraoct': 


Client  Proj.  ID:  Leonard  Flynn  ES 
Lab  Proj.  ID:  9710493 


siiimiiiiiiiiiiiiniiiiii 


Sampled:  09/26/97  !!! 
Received:  10/09/97  iii 
Analyzed:  see  below  1 

m 

 Reported:  10/14/97  1 

i;;ii,iMiiMiiiiWM«iMiiiirig8.iSri'  ,'^=?5-™ '  «.i»iiiiHiniin;!c 


LABORATORY  ANALYSIS 


Anaiyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710493-08 
Sample  Desc  :  LIQUID, Flynn  Blank 


Lead 


mg/L 


10/13/97 


00050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL    ELAP  #1210 
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10/14/97    11:58         TX/RX  NO. 0298         P. 026 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS  Date  Sampled  8/12/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/1  5/9  7 

Date  Analyzed  8/15/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47414-01 

2.8 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR  MAIN  BLDG 
FIRST  DRAW 

Client 

2 

Micro  47414-02 

DRINKING  FOUNTAIN 
2ND  FLOOR  MAIN  BLDG 
(NO  SAMPLE) 

SAMPLE  NOT 
RECEIVED 

Client 

3 

Micro 

47414-03 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  BLDG 
FIRST  DRAW 

9.2 

Client 

4 

Micro  47414-04 
SINK  FAUCET 

1ST  FLOOR  MAIN  BLDG  RM.  115 
FIRST  DRAW 

10.0 

1.0 

Client 

5 

Micro 

47414-05 

8.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  BLDG 
FIRST  DRAW 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anefysis  in  drinking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS  Date  Sampled  8/12/9  7 

San  Francisco,  CA  94124  _  ,  _    .   .  0<4C.„, 

Date  Received  8/15/97 

Date  Analyzed  8/15/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL( 
FIRST  [ 

6 

47414-06 

MG  FOUNTAIN 
DOR  SHOP  WING 
)RAW 

7.0 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

7 

47414-07 

MG  FOUNTAIN 
DOR  SHOP  WING 
>RAW 

<1.0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
(NOSA 

8 

47414-08 

MG  FOUNTAIN 
DOR  EAST  WING 
MPLE) 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

DRINKI 
3RD  FL 
FIRST  1 

9 

47414-09 

NG  FOUNTAIN 
OOR  EAST  WING 
3  RAW 

<1.0 

1.0 

Client 
Micro 

MULTIF 
LOWEF 
FIRST 

1  0 

47414-10 

>LE  DRINKING  FOUNTAIN 

1  YARD 

DRAW 

<1.0 

1.0 

FR 


Technical  Supervisor: .  .  Analyst:   

Farid  RamezartodWi/MyS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS  Date  Sampled  8/12/97 

San  Francisco,  CA    94124  Date  Received  8/ 1  5/9  7 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
UPPER 
FIRST  r. 

1  1 

47414-11 

LE  DRINKING  FOUNTAIN 

YARD 

IRAW 

3.2 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  t 

1  2 

47414-12 

*G  FOUNTAIN 
ENT  GYM  ANNEX 
IRAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
BASEM 
FIRST  t 

1  3 

47414-13 

YG  FOUNTAIN 

ENT  GYM  ANNEX  RM.  400 

(RAW 

8.6 

1.0 

Client 
Micro 

DRINKI 
GYM  M 
FIRST  [ 

1  4 

47414-14 

MG  FOUNTAIN 
1NEX  FIRST  FLOOR 
)RAW 

34.0 

1.0 

Client 
Micro 

BLANK 

1  5 

47414-15 

<1.0 

1.0 

Technical  Supervisor: 


^  9/7/ 


97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dftnktng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    476  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/22/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1 

47692-01 

<        1  .0 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

2 

47692-02 

FOUNTAIN 
ENT  FLOOR  -  FRONT  OF  ROOM  008 
IRAW 

<      1 .0 

1.0 

Client 
Miao 

DRINKI 
BASEM 
FIRST  t 

3 

47692-03 
HG  FOUNTAIN 

ENT  FLOOR  -  FRONT  OF  ROOM  014 
IRAW 

1 .4 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  t 

4 

47692-04 
NG  FOUNTAIN 

T.OOR  ■  FRONT  OF  ROOM  102 
>RAW 

1 .2 

1.0 

Client 
Micro 

DRINKI 
BASEM 
FIRST  1 

5 

47692-05 
NG  FOUNTAIN 

ENT  FLOOR  •  GIRLS'  GYM  -  ROOM  030 
IRAW 

<      1 .0 

1.0 

Technical  Supervisor: 


Farid  Rai 


Analyst: 


FR 


nz^deKTM>S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead^Bnalysisrlrnrnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BENJAMIN  FRANKLIN 


JH 


Micro  Log  In    476  9  2 
Total  Samples  1  7 
Date  Sampled  8/22/97 
Date  Received  8/22/9  7 
Date  Analyzed  8/2  5/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

MULTIP 
BASEM 
FIRST  t 

6 

<  1.0 

1.0 

47692-06 

LE  DRINKING  FOUNTAIN 
ENT  FLOOR  -  CAFETERIA  -  040 
(RAW 

Client 

7 

4.4 

1.0 

Micro  47692-07 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  •  ROOM  041 
FIRST  DRAW 

Client 

8 

1.7 

1.0 

Micro  47692-08 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  -  ROOM  041 
FIRST  DRAW 

Client 

9 

2.5 

1.0 

Micro  47692-09 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  -  ROOM  041 
FIRST  DRAW 

Client 

1  0 

8.1 

1.0 

Micro  47692-10 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  -  ROOM  041 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao~ahalysis~in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47692 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  DateSampied  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/22/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47692-1 1 

1  . 5 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  FRONT  OF  ROOM  113 

FIRST  DRAW 

Client 

1  2 

Micro  47692-12 

SINK  FAUCET 
FIRST  FLOOR  ROOM  119A 
TEACHERS'  LOUNGE 
FIRST  DRAW 

3.0 

1.0 

Client 

1  3 

Micro 

47692-13 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
FRONT  OF  ROOM  206 
FIRST  DRAW 

2.0 

Client 

1  4 

Micro 

47692-14 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
FRONT  OF  ROOM  21 4A 
FIRST  DRAW 

6.7 

Client 

1  5 

Micro 

47692-1 5 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  ROOM  240 
FIRST  DRAW 

6.0 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  692 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  8/22/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  6 

Micro 

47692-16 

3.8 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  ANNEX 
BOY'S'  GYM  -  ROOM  002 
FIRST  DRAW 

Client 

1  7 

Micro 

47692-17 

13.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  PLAYGROUND 
OUTSIDE  RM.  016 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  I 


Analyst: 


FR 


Farid  Rar 

-'analysisin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                      PROJECT:  Micro  Log  In  49187 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  Date  Sampled  10/2/97 
San  Francisco,  CA  94124 


Date  Received  10/3/97 
Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

17A 

49187-01 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
•RAW 

1.1 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  r. 

17B 

49187-02 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
>RAW 

1  .2 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

17C 

49187-03 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
>RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

BLANK 

49187-04 

<      1  .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatTaVialysislrf  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8361 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

GALILEO  1 

5.5 

1.0 

Micro  48361-01 

WATER  FAUCET 
C96 

FIRST  DRAW 

Client 

GALILEO  2 

3.4 

1.0 

Micro  48361-02 

WATER  FAUCET 
CS3 

FIRST  DRAW 

Client 

GALILEO  3 

3.9 

1.0 

Micro  48361-03 

WATER  FAUCET 
C93 

FIRST  DRAW 

Client 

GALILEO  4 

1  .0 

1.0 

Micro  48361-04 

WATER  FAUCET 
C90 

FIRST  DRAW 

Client 

GALILEO  5 

1 .4 

1.0 

Micro   48361  -05 

WATER  FAUCET 
760 

FIRST  DRAW 

Technical  Supervisor: 


9/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  re«Ladblysis-4£Ld^king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8361 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 
San  Francisco,  CA  94124 


Date  Received  9/10/97 
Date  Analyzed  9/10/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


GALILEO  6 


Micro  48361-06 

WATER  FAUCET 
C93 

FIRST  DRAW 


Client 


GALILEO  7 


Micro  48361-07 

WATER  FAUCET 
C91 

FIRST  DRAW 


1.1 


1  .7 


1.0 


1.0 


Client 


GALILEO  8 


Micro  48361-08 

WATER  FAUCET 
C92 

FIRST  DRAW 


Client 


GALILEO  9 


Micro  48361-09 

WATER  FAUCET 
CM 

FIRST  DRAW 


1.2 


1.1 


1.0 


1.0 


Client 

GALILEO  10 

Micro 

48361-10 

222A 

4.4 

1.0 

FIRST  DRAW 

Technical  Supervisor:  /^-^->^-Xf^--^9/14/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    4  8361 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(PPb) 

Client 

GALILEO  11 

Micro 

48361-11 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/97 

San  Francisco,  CA   94124  _  .  D    .  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/29/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

2 

Micro  47730-01 

DRINKING  FOUNTAIN 
ROOM  403 
FIRST  DRAW 

28.6 

1.0 

Client 

3 

Micro  47730-02 

DRINKING  FOUNTAIN 
ROOM  405 
FIRST  DRAW 

20.1 

1.0 

Client 

4 

Micro  47730-03 

DRINKING  FOUNTAIN 
ROOM  408 
FIRST  DRAW 

22.0 

1.0 

Client 

5 

Micro  47730-04 

DRINKING  FOUNTAIN 
ROOM  409 
FIRST  DRAW 

44.8 

1.0 

Client 

6 

Micro  47730-05 

DRINKING  FOUNTAIN 
ROOM  411 
FIRST  DRAW 

1  04 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/29/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47730-06 

<1.0 

1.0 

Client 
Micro 

SPIKED 

25 

47730-07 

56.7 

2.0 

Client 
Micro 

DRINKI 
ROOMS 
FIRST  t 

7 

47730-08 

HG  FOUNTAIN 
15 

)RAW 

60.0 

2.2 

Client 
Micro 

DRINKI 

room: 

RRST  [ 

8 

47730-09 

NIG  FOUNTAIN 
114 

)RAW 

1203 

20.0 

Client 
Micro 

DRINKI 

room: 

RRST  1 

9 

47730-10 

NG  FOUNTAIN 
116 

DRAW 

25.5 

1.0 

Technical  Supervisor:  — x~ — s — 9/8/97  Analyst:   !ZL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysiSTn-drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/97 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/2  9/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  0 

Micro  47730-11 

DRINKING  FOUNTAIN 
ROOM  313 
FIRST  DRAW 

26.5 

1.0 

Client 

1  1 

Micro  47730-12 

DRINKING  FOUNTAIN 
ROOM  305 
FIRST  DRAW 

82.7 

2.9 

Client 

1  2 

Micro  47730-13 

DRINKING  FOUNTAIN 
ROOM  302 
FIRST  DRAW 

20.2 

1.0 

Client 

1  3 

Micro  47730-14 

DRINKING  FOUNTAIN 
ROOM  303 
FIRST  DRAW 

75.5 

2.5 

Client 

1  5 

Micro  47730-15 

DRINKING  FOUNTAIN 
ROOM  220 
FIRST  DRAW 

24.6 

1.0 

Technical  Supervisor  ^n^- — ~~    9/8/91  Analyst:   ?HL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  7  3  0 

S.F.U.S.D.  Total  Samples  2  4 

GARFIELD  ES  Date  Sampled  8/17/97 

Date  Received  8/2  5/9  7 
Date  Analyzed  8/2  9/9  7 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47730-16 

DRINKING  FOUNTAIN 
CLASSROOM  104 
FIRST  DRAW 

84.6 

2.9 

Client 

1  7 

Micro  47730-17 

DRINKING  FOUNTAIN 
CLASSROOM  105 
FIRST  DRAW 

108 

4.0 

Client 

1  8 

Micro  47730-18 

SINK  FAUCET 
KITCHEN  ROOM  103 
FIRST  DRAW 

9.7 

1.0 

Client 

1  9 

Micro  47730-19 

DRINKING  FOUNTAIN 
201 

FIRST  DRAW 

68.0 

2.5 

Client 

20 

Micro  47730-20 

DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

34.1 

1.0 

Technical  Supervisor:     2-  r-*      ^>*^~     \<g^<~~^r78/97  Analyst:   H  

Farid  Rame^anza^h.M.sT^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  773  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/9  7 

San  Francisco,  CA   94124  _  ,  D    .    .  „.„,.„., 

Date  Received  8/25/97 

Date  Analyzed  8/2  9/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

21 

Micro  47730-21 

DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

66.4 

2.2 

Client 

22 

Micro  47730-22 

DRiNKING  FOUNTAIN 
206 

FIRST  DRAW 

57.1 

2.0 

Client 

23 

Micro  47730-23 

DRINKING  FOUNTAIN 
203 

FIRST  DRAW 

41.5 

1.0 

Client 

24 

Micro  47730-24 

DRINKING  FOUNTAIN 
222 

FIRST  DRAW 

77.6 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FAX  NO. 


P.  02/15 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT;  Micro  Log  In    692  07 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  44 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  DateSampicd  5/25/1999 

San  Francisco,  CA    94124  PROJECT  NO.  B-2243  Date  Received  5/26/ 1  999 

Dale  Analyzed  5/26/1  999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

GARFIELD  2  1 

Micro 

69207-01 

1 

SINK  FAUCET 
ROOM  409 
1ST  DRAW 

2 

Client 

GARFIELD  2  II 

NOT  ANALYZED 

Micro 

69207-02 

SINK  FAUCET 
ROOM  403 
2ND  DRAW 

Client 

GARFIELD  3  1 

Micro 

69207-03 

1 

DRINKING  FOUNTAIN 
ROOM  40S 
1ST  DRAW 

3 

Client 

GARFIELD  3  II 

NOT  ANALYZED 

Micro 

69207-04 

DRINKING  FOUNTAIN 
ROOM  405 
2ND  DRAW 

Client 

GARFIELD  4  1 

Micro 

69207-05 

1  9 

DRINKING  FOUNTAIN 
ROOM  400 
1ST  DRAW 

1 

Technical  Supervisor: 


Analyst:  _.. 


TT 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fat  lead  analysis  iri-*driftlMrtrt>ater  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorpiion  Spectrometry  In 
accordance  with  Molhod  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18lh  edition,  1992,  American  Public  Healih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full  with  ihe 
approval  of  Micro  Analytical  Uboralorios.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parte  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


nflY-^b-yy  fki  ub:bd  fh 


FAX  NO. 


P.  03/15 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Neweomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO.  B-2243 


Micro  Log  la    692  0  7 
Total  Samples  4  4 
Dale  Sampled  5/25/1999 
Dale  Received  5/26/1999 
Date  Analyzed  5/27/1  999 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(Ppb) 


Comments 


Client 


GARFIELD  4  II 


Micro  69207-06 

DRINKING  FOUNTAIN 
ROOM  408 
2ND  DRAW 


NOT  ANALYZED 


Cliont 
Micro 


GARFIELD  5  I 


69207-07 

SINK  FAUCET 
ROOM  409 
1ST  DRAW 


Client 


GARFIELD  5  II 


Micro  69207-08 

SINK  FAUCET 
ROOM  409 
2ND  DRAW 


NOT  ANALYZED 


Client 


GARFIELD  6  I 


Micro  69207-09 

DRINKING  FOUNTAIN 
ROOM  411 
1ST  DRAW 


<  1 


SAMPLE  NOT 
RECEIVED 


Client 


GARFIELD  6  II 


Micro  69207-10 

DRINKING  FOUNTAIN 
ROOM  411 
2ND  DRAW 


<  1 


SAMPLE  NOT 
RECEIVED 


Technical  Supervisor 


Analyst: 


TT 


Date  Reported 

Micro  Anatytical  Laboratories,  Inc.  is  accredited  for  leaff'analysls  In  drinking  walor  by  the  California  Departmeni  of  Hoalth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Plaironn  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordanco  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Waler  and  Wastewater,  1Bth  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  roport  must  not  bo  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Una  explanation:  ppb  =  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


h'fiX  NO. 


P.  04/15 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  9207 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  44 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  5/25/1990 

San  Francisco,  CA  94124  PROJECT  NO.  B-2243  Dato  Received  5/26/1999 


Date  Analyzed  5/26/1999 


Client  Sample  ID 


Lead  Concentration 
(Ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


GARFIELD  7 


Micro  69207-11 

DRINKING  FOUNTAIN 
ROOM  315 
1ST  DRAW 


Client 


GARFIELD  7  II 


Micro  69207-12 

DRINKING  FOUNTAIN 

ROOM31S 

2ND  DRAW 


138 


NOT  ANALYSED 


Client 


GARFIELD  6 


Micro  69207-13 

DRINKING  FOUNTAIN 
ROOM  314 
1ST  DRAW 


<  1 


SAMPLE  NOT 
RECEIVED 


Client 


GARFIELD  8  II 


Micro  69207-14 

DRINKING  FOUNTAIN 
ROOM  314 
2ND  DRAW 


<  1 


SAMPJjR  NOT 
RECEIVED 


Client 


GARFIELD  9  I 


Micro  69207-15 

SINK  FAUCET 
ROOM  316 
1ST  DRAW 


2  1 


Technical  Supervisor: 


Farid  Rame»n2a4&rvMl5>^.   Date  Reported 


Micro  Analylical  Laboratories,  Inc.  is  accredited  lor  load  B^Tmysls^-drwkwgVater  by  the  California  Department  ol  Health  Sorvlcos,  Environmomnl 
Laboratory  Accreditation  Program  (£LAP),  Certificate  #1037.  Samples  arc  analyzed  by  Platform  Graphlto  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  {Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcept  in  full  with  Ihe 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94603  -  (510)  653-0824 


FAX  NO. 


P.  05/15 


Page  4 

MICRO  ANALYTICAL   LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO,  B-2243 


Micro  Log  In    6  9  2  0  7 
Total  Samples  44 
Date  Sampled  6/25/19  99 
Date  Recoivecl  5/26/1999 
Dale  Analyzed  5/27/1999 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
<PPb) 


Comments 


Client]^ 


GARFIELD  9  II 


Micro  69207-16 

SINK  FAUCET 
BOOM  316 
2ND  DRAW 


Client 


GARFIELD  10  I 


Micro  69207-17 

DRINKING  FOUNTAIN 
ROOM  319 
1ST  DRAW 


NOT  ANALYZED 


Client 


GARFIELD  10  II 


Micro  69207-18 

DRINKING  FOUNTAIN 
ROOM  313 
2ND  DRAW 


E 


NOT  ANALYZED 


Client 


GARFIELD  11  I 


Micro  69207-19 

SINK  FAUCET 
ROOM  306 
1ST  DRAW 


Client  |  GARFIELD  11  ll" 

MfcrO  69207-20 


SINK  FAUCET 
ROOM  305 
2ND  DRAW 


1  1 


NOT  ANALYZED 


Technical  Supervisor:    1 ;  £t  5/28/1999      Analyst:   22  

Date  Reported 

Micro  Analytical  Laboratories,  inc.  Is  accredited  for  lead  analysis  IrTdrinMng  water  by  the  California  Department  of  Hoatth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Speclremotry  in 
accordance  wilh  Method  3113B  (Standard  Methods  lor  tho  Examination  of  Water  and  Wastewater,  lath  edition.  1992,  American  Public  Health 
Association,  Amorlcan  Water  Wortts  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  eitcepl  in  full,  wilh  the 
approval  of  Micro  Analytical  Laboralorios,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  a  parts  per  billion. 

S900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


riHY-^o-ya  hKJ  ub.*uu  m 


FAX  NO. 


P.  06/15 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  PRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  *  Asbestos  Control  Program 
1551  Ncwcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO.  B-2243 


Micro  Log  in    692  0  7 
Tolal  Samples  44 
Date  Sampled  5/25/1999 
Date  Received  5/26/1  999 
Date  Analyzed  5/26/1  999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

GARFIELD  12  1 

Micro 

69207-21 

1 

DRINKING  FOUNTAIN 
ROOM  302 
1ST  DA  AW 

— 

5 

Client 

GARFIELD  12  II 

NOP  ANALYZED 

Micro 

69207-22 

DRINKING  FOUNTAIN 

room  an 

2ND  DRAW 

Client 

GARFIELD  13  1 

Micro 

69207-23 

DRINKING  FOUNTAIN 
ROOM  3023 
1ST  DRAW 

4 

1 

Client 

GARFIELD  13  II 

NOT  ANALYZliO 

Micro 

69207-24 

DRINKING  FOUNTAIN 
ROOM  3023 
2ND  DRAW 

Client 

GARFIELD  15  1 

Micro 

69207-25 

1  3 

1 

SINK  FAUCET 
ROOM  330 
1ST  DRAW 

Technical  R^^nr-  £  ~      5/27/1999      Analyst:  S  

Farid  Rametar^^^TB^^  Dale  Reported 

Micro  Analytical  Laboratories,  inc.  is  accredited  lor  lead  analysis  in  aTirtKJng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  arc  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  isth  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Walor  Pollution  Control  Federation).  This  report  must  not  be  reproducod  except  in  lull,  with  the 
approval  ot  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  a  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94609  -  (510)  653-0824 


nHY-tfj-ya  tm  uo:ui  m 


FAX  NO. 


P.  07/15 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO.  B-2243 


Micro  Log  In    6  9  2  0  7 
Total  Samples  4  4 
bale  Sampled  5/2  5/1  9  99 
Dale  Received  5/26/1  999 
Dale  Analyzed  5/27/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client  | 

GARFIELD  15  II 

NOT  ANALYZED 

Micro 

69207-26 

SINK  FAUCET 
ROOM  220 
2ND  DRAW 

Client  |           GARFIELD  16  I 

Micro 

69207-27 

6 

DRINKING  FOUNTAIN 
ROOM  MM 
1ST  DRAW 

1 

Client 

GARFIELD  16  II 

NOT  ANALYZED 

Micro 

69207-28 

DRINKING  FOUNTAIN 
ROOM  104 
2ND  DRAW 

Client 

GARFIELD  17  1 

Micro 

69207-29 

1 

DRINKING  FOUNTAIN 
ROOM  105 
1ST  DRAW 

5 

Client 

GARFIELD  17  II 

NOT  ANALYZED 

Micro 

69207-30 

DRINKING  FOUNTAIN 
ROOM  105 
2ND  DRAW 

1 


Technical  Supervisor: 


5/28/1999  Analyst: 


TT 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboralory  Accreditation  Program  (ELAP),  Certilicaie  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Waior  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  oxcopt  in  lull,  with  iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAY-28-99  FRI  06:01  PM 


FAX  NO. 


Pago  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:     .  Micro  Log  In    6  9  2  07 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  5/25/1999 

San  Francisco,  CA   94124  PROJECT  NO.  B-2243  Data  Received  5/26/1 999 

Date  Analyzed  5/26/1  9  99 


Detection 


tead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  |           GARFIELD  19  1 

Micro  69207-31 
DRINKING  FOUNTAIN 

1ST  DRAW 

5 

1 

Client           GARFIELD  19  U 

Micro  69207-32 

DRINKING  FOUNTAIN 
ROOM  201 
2ND  DRAW 

NOT  ANALYZED 

Client  |           GARFIELD  20  1 

Micro  69207-33 

DRINKING  FOUNTAIN 
ROOM  202 
1ST  DRAW 

5 

1 

Client  |          GARFIELD  20  H 

Micro  69207-34 

DRINKING  FOUNTAIN 
ROOM  20 
2ND  DRAW 

NOT  ANALYZED 

Client  [         GARFIELD  21  1 

Micro  69207-35 

DRINKING  FOUNTAIN 
ROOM  206 
1ST  DRAW 

5 

1 

Technical  Supervisor:  — T***^-v^C    5/27/1999      Analyst:    TT  

Farid  RamWartza^feb^lJrv. Date  Reported 

Micro  Analytical  Laboratories.  Inc.  is  accredited  lor  lead  analysis  m  drinking  water  by  the  California  Departmont  ol  Health  Scrvicos,  Envtronmonial 
Laboratory  Accreditation  Program  (ELAP),  Cortificale  #1037.  Samples  one  analyzod  by  Platlorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 136  (Standard  Methods  lor  the  Examination  of  Water  and  Waslowaler,  1Bth  edition,  1992  American  Public  Hoaiih 
Association.  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  exept  in  full  with  ih» 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  n  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0B2« 


MY-^B-gg  fri  oe;o2  pm 


FAX  NO. 


P.  09/15 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO.  B-2243 


Micro  Log  In    692  07 
Total  Samples  4  4 
Dale  Sampled  5/25/1999 
Date  Received  5/26/1999 
Date  Analyzed  5/27/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

f  nnh\ 

Comments 

Client 

GARFIELD  21  II 

NOT  ANALYZED 

Micro 

69207-36 

DRINKING  FOUNTAIN 
ROOM  206 
2ND  DRAW 

Client 

GARFIELD  22  1 

Micro 

69207-37 

DRINKING  FOUNTAIN 
ROOM  205 
1ST  DRAW 

3 

1 

Client 

GARFIELD  22  II 

NOT  ANALYZED 

Micro 

69207-38 

DRINKING  FOUNTAIN 
ROOM  205 
2ND  DRAW 

Client 

GARFIELD  23  1 

Micro 

69207-39 

1  0 

DRINKING  FOUNTAIN 
ROOM  203 
1ST  DRAW 

1 

Client 

GARFIELD  2311 

NOT  ANALYZE O 

Micro 

69207-40 

DRINKING  FOUNTAIN 
ROOM  203 
2ND  DRAW 

Technical  Supervisor: 


Dale  Reported 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance*  with  Method  3113B  (Standard  Methods  lor  the  Examination  oF  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Wafer  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


flAY-28-99  FRI  06:02  PM 


FAX  NO. 


P.  10/15 


Page  9 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GARFIELD  ES 
PROJECT  NO.  B-2243 


Micro  Log  In    6  92  0  7 
Total  Samples  4  4 
Date  Samplod  5/25/1999 
Date  Received  5/26/1999 
Date  Analyzed  5/26/1999 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP») 


Client            GARFIELD  24  1 

Micro  69207-41 

SINK  FAUCET 
ROOM  222 
1ST  DRAW 

30 

1 

Client  |           GARFIELD  24  11 

Micro  69207-42 

SINK  FAUCET 
ROOM  222 
2ND  DRAW 

NOT  ANALYZED 

Client  |          GARFIELD  BL  1 

Micro  69207-43 
BLANK 

NOT  ANALYZED 

Client            GARFIELD  BL  2 

Micro  69207-44 
BLANK 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  aneiyfiisln  drtnEmg  water  by  ihe  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Speclromotry  in 
accordance  with  Method  3113B  (Standard  Melhods  for  the  Examination  o(  Water  end  Wastewater.  I8lh  edition.  1092,  American  Public  HeaUh 
Association,  American  Water  WorKs  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcept  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratortos,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  64  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/9  7 

San  FranciSCO,  CA    94124  DateReceived  8/21/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1 

47642-01 

<      1 .0 

1.0 

Client 
Micro 

DRINKII 
RRSTF 
FIRST  C 

2 

47642-02 

4G  FOUNTAIN 

LOOR  OUTSIDE  RM  116 

•RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  t 

3 

47642-03 
VUCET 

LOOR  COOKING  AREA  ROOM  108 
>RAW 

9.0 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  [ 

4 

47642-04 

NG  FOUNTAIN 

LOOR  OUTSIDE  ROOM  101 

>RAW 

3.4 

1.0 

Client 
Micro 

DRINKI 
BASEM 
FIRST  1 

5 

47642-05 

NG  FOUNTAIN 

ENT  FLOOR  ROOM  040 

3  RAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor-lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47642 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/9  7 

San  Francisco,  CA  94124  „  .  D    .  . 

'  Date  Received  8/21/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

6 

47642-06 

iG  FOUNTAIN 

ENT  FLOOR  ROOM  040 

•RAW 

35.8 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  t 

7 

47642-07 

tG  FOUNTAIN 

ENT  FLOOR  ROOM  041 

(RAW 

6.7 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  I 

9 

47642-08 

1G  FOUNTAIN 
LOOR  GYM  ROOM  141 
>RAW 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  I 

1  0 

47642-09 
NG  FOUNTAIN 

D  FLOOR  OUTSIDE  ROOM  201 
)RAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  1 

1  1 

47642-10 
NG  FOUNTAIN 

D  FLOOR  OUTSIDE  ROOM  220 
3  RAW 

<     1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdMead'anafysisjh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47642 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/97 
San  Francisco,  CA  94124 


Date  Received  8/21/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  2 

1.0 

1.0 

Micro   47642-1 1 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  ROOM  216 

FIRST  DRAW 

Client 

1  3 

<       1  .0 

1.0 

Micro  47642-12 
DRINKING  FOUNTAIN 

SECOND  FLOOR  CAFETERIA  WALL  ROOM  227 
FIRST  DRAW 

Client 

1  4 

<      1 .0 

1.0 

Micro  47642-13 
DRINKING  FOUNTAIN 

SECOND  FLOOR  CAFETERIA  WALL  ROOM  227 
FIRST  DRAW 

Client 

1  5 

1 .5 

1.0 

Micro  47642-14 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Client 

1  6 

14.1 

1.0 

Micro  47642-15 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Technical  Supervisor:   ><7 — y<-^   9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&d-analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4764  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/9  7 

San  Francisco,  CA   94124  .  Q    .    .  „,„.,„.- 

'  Date  Received  8/21/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  7 

Micro  47642-16 
SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

1  8 

Micro  47642-17 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

1  9 

Micro   47642-1 8 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

< 

1.0 

1.0 

Client 

20 

Micro   47642-1 9 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

21 

Micro  47642-20 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

2.3 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  64  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/97 

San  Francisco,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

22 

Micro  47642-21 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

3.1 

1.0 

Client 

23 

Micro  47642-22 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

15.1 

1.0 

Client 

24 

Micro  47642-23 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

2.0 

1.0 

Client 

25 

Micro  47642-24 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

4.6 

1.0 

Client 

26 

Micro  47642-25 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

7.6 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  642 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/9  7 
San  Francisco,  CA  94124 


Date  Received  8/21/97 
Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

27 

Micro  47642-26 

DRINKING  FOUNTAIN 

THIRD  FLOOR  OUTSIDE  ROOM  303 

FIRST  DRAW 

27.8 

1.0 

Client 

28 

Micro  47642-27 

DRINKING  FOUNTAIN 
THIRD  FLOOR  PLAY 
HALLWAY  OUTSIDE  ROOM  301 
FIRST  DRAW 

<     1 .0 

1.0 

Client 

29 

Micro  47642-28 

MULTIPLE  DRINKING  FOUNTAIN 
THIRD  FLOOR  PLAYGROUND 
OUTSIDE  -  WEST 
FIRST  DRAW 

2.9 

1.0 

Client 

30 

Micro  47642-29 
SINK  FAUCET 

FIRST  FLOOR  ROOM  119  -  WORK  ROOM 
FIRST  DRAW 

<     1 .0 

1.0 

Technical  Supervisor:      JL  JSl   9/6/97  Analyst:  

Farid  Ramez^r^aerKM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8317 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/9/97 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

3  1 

Micro  48317-01 
SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

2.1 

1.0 

Client 

32 

Micro  48317-02 

SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

2.1 

1.0 

Client 

33 

Micro  48317-03 

SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

1  .6 

1.0 

Technical  Supervi 


3 

isor:  L- 


^t^DznAiW  Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaTnralys>»4ajirirjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
A.P.G.  GIANNINI 


Micro  Log  In    5  0  8  0  7 
Total  Samples  6 
Date  Sampled  11/19/97 
Date  Received  11/19/97 
Date  Analyzed  11/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

16A 

<  1.0 

1.0 

Micro  50807-01 

SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

16B 

<  1.0 

1.0 

Micro  50807-02 
SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

16C 

1.1 

1.0 

Micro  50807-03 

SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

23A 

2.6 

1.0 

Micro  50807-04 
SINK  FAUCET 

ROOM  230  -  COOKING  AREA 
RRST  DRAW 

Client 

23B 

1.1 

1.0 

Micro  50807-05 
SINK  FAUCET 

ROOM  230  -  COOKING  AREA 
RRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iead_an£lyete  in  drirtking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    508  07 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  6 

1551  Newcomb  Avenue,  Rm.  103  A.P.G.  GIANNINI  DateSampied  11/19/97 

San  FranciSCO,  CA    94124  Date  Received  1 1 /1 9/97 

Date  Analyzed  11/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

23C 

Micro  50807-06 

SINK  FAUCET 

ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

1.7 

1.0 

Technical  Supervisor: 


5/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^-anaJys'is"h}drinkin&  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampler-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GLEN  PARK  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7413 
Total  Samples  6 
Date  Sampled  8/12/9  7 
Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

47413-01 

11.5 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  YARD  EAST  SIDE 
FIRST  DRAW 

Client 

2 

Micro 

47413-02 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  YARD  WEST  SIDE 
FIRST  DRAW 

6.3 

Client 

3 

Micro 

47413-03 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90  FIRST  FLOOR 
FIRST  DRAW 

4.0 

Client 

4 

Micro 

47413-04 

7.8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90  SECOND  FLOOR 
FIRST  DRAW 

Client 

5 

Micro  47413-05 

SINK  FAUCET 

STAFF  LUNCH  ROOM  -  KITCHEN 
FIRST  DRAW 

8.3 

1.0 

Technical  Supervisor:  ^  fl<* — <g» — A--7  9/7/97  Analyst:   £L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  teacLaoalysisJivdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GLEN  PARK  ES 

San  Francisco,  CA  94124 


Micro  Log  In  47413 
Total  Samples  6 
Date  Sampled  8/12/97 
Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

6 

Micro 

47413-06 

BLANK 

<      1 .0 

1.0 

Technical  Supervisor:     v  n.c  S^~~>'^r^  ^  9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^glysis^lrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


htb-ub-ya  thu  u^4«  an 


FAX  NO. 


P.  10/22 


Paga  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GLEN  PARK  ES 


Micro  Log  in    5253  6 
Total  Samples  3 
Date  Sampled  1/31/98 
Date  Received  2/2/98 
Date  Analyzed  2/3/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

GLEN  PARK  1A 

Micro  52536-01 

MULTIPLE  OP 
YARD  NE 
RESAMPLE 

1.1 

1.0 

Cfient 

GLEN  PARK  1B 

Micro  52536-02 

MULTIPLE  DF 
YARD  NE 
RESAMPLE 

<  1 .0 

1.0 

Client 

GLEN  PARK  1C 

Micro  52536-03 

MULTIPLE  DF 

YARDNE 

RESAMPLE 

1,4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&Laaaiy<fc'4Qji ringing  water  by  tho  California  Department  or  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  41037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  (or  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  portalns  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  bllUon. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94609  -  (510)  653-0824 


! 


AUG.  27.  199"  10:29AM 

fk\  Sequoia 
-   ~  Analytical 


10.5262     P.  24/26 


680  Chesapeake  Drive  Redwood  Qty,  CA  &4<W5 3       (650)  364.9600         FAX  (650)  J64-92S3 

404N  WigetLai*  Walnut  Creelc,  CA  94598      (510)988-9600         FAX  (510)  948-9673 

819  Striker  Aveni*,  St»ie  8    Sacramento,  CA  95834  (9 1 6)  911-9600         FAX  (916)  92I-0TOO 


E  1551  Newcomb  Ave.,  Rm.  103 
*  San  Francisco.  CA  94124 

at 


Clleni  Proj.  ID:     Golden  Gate  Annex  Sampled:  08/19/97  g 

Received:  08/22/97  § 

Lab  Proj.  ID:  9708B64  Analyzed:  see  below  el 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B64-01 

Sample  Desc  :  LfQUID,Golden  Gate  Annex  1 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

T 

Lab  No:  9708B64-02 

Sample  Desc  :  LIQUID, Golden  Gate  Annex  2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No.  9708B64-03 

Sample  Desc :  LIQUID.Golden  Gate  Annex  2  Dup 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  970BB64-04 

Sample  Desc :  LIQUID, Golden  Gate  Annex  3 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  970SB64-05 

Sample  Desc  :  LIQUID.Goiden  Gate  Annex  4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B64-06 

Sample  Desc .  UQUID.Golden  Gate  Annex  5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B64-07 

Sample  Desc :  LIQUID,Golden  Gate  Annex  6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D 

Analytes  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Shefla  Flynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 024 


AUG.  27.  1997  1  0:29AM  NG-  5262     P-  25/26 

^PmiOiA  680  Chesapeake  Drive  Redwood  City.  CA  94063  ($50)  364-9600  FAX  (650)  364-9233 

JCljUUia  404  N.  Wiget  lane  WW  Creek,  CA  9459«  (510)  988-9600         FAX  (510)  988.9673 

AXlcilytiCcil  819Sti&erAvenuc.Su,te8  Sac«me«».  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


a* 


§  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
SI  San  Francisco,  CA  94124 


1  Attention: 


Bruce  Giannlm 

— BBB 


 — —  j^iiiiiiHHilfJ!:^:— — 5ji5iiWnnHis! 

□tent  Prpj.  ID:    Golden  Gate  Annex 
Lab  Proj.  ID:  97Q8B64 


Sampled:  08/19/97  | 

Received:  08/22/97  | 

Analyzed:  see  below  I 

Reported:  08/27/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B64-08 

Sample  Desc :  UQUID,Golden  Gate  Annex  7 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706B64-09 

Sample  Desc :  LIQUID,  Go  Wen  Gate  Annex  8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708664-10 

Sample  Desc :  LIQUID, Golden  Gate  Annex  9 

Lead 

mg/L 

08/26/97 

0.0050 

0.028 

.j 


AnaJyte*  reported  ae  N.D.  war»  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/27/97    11:23         TX/RX  NO. 9237         P. 025 


AUG  9?  l^7  10' 21AM  NC.  5262    P.  2/25 

Analytical 


'sPHIiriia  680  Chesapeake  Drive  Redvood  City,  CA ' 94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wigec  Line  Walnut  Creek,  CA  94598      (510)988-9600        FAX  (510)  988-9673 

Si 9  Striker  Avenue,  Suite  6    Sacramento,  CA  9583*  (916)921-9600         FAX  (916)  921-0100 


Q  SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


sang  m— sasammMaiPJ 


Client  Proj.  ID:  Golden  Gate  Elementary 
Lab  Proj.  ID:  9708B62 


  ranffiiutn^!y 

Sampled:  08/18/97  ^ 
Received:  08/22/97  § 
Analyzed:  see  below  i 


Anatyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B62-01 

Sample  Desc  :  UOUID,Golden  Gate  1 

Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  NO:  9708B62-02 

Sample  Desc :  UQUID.GoMen  Gate  2 

Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  No:  9708B62-03 

Sample  Desc :  UQUID.GoWen  Gate  2  Duplicate 


Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  No:  9708B62-04 

Sample  Desc :  LIQUID,Golden  Gate  4 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Ub  No:  9708B62-Q5 

Sample  Desc :  UQUlD,Gotden  Gate  4  Duplicate 


Lead 


mg/L 


08/25/97 


Lab  No;  9708B62-06 

Sample  Desc :  LIQUID, Golden  Gate  5 

Lead 


mg/L 


08/25/97 


0.0050 


0.0050 


N.D. 


N.D. 


Lab  No:  9708B62-07 

Sample  Desc :  UQUlD.Golden  Gate  5  Duplicate 


Lead 


mg/L 


08/25/97 


0.0050 


N.D, 


Anaiytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


08/27/97  11:23 


TX/RX  NO. 9237  P. 002 


^PnilHia  «!°  Chesapeake  Drive         Redwood  City.  CA  94063      (650)364-9600        FAX  (650)  364-9233 

f     |  J        JtVjUVIB  404  M.  Wlget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5 10>  988-9673 

*  AllfilytiCSl  "^^cr  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


iiiWilllfJB 
g SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


I  Attention:     Bruce  Giannlnl 

HtnimiMTiMiiimmuuiiJmimiiar 


Client  ProJ.  ID:  Golden  Gate  Elementary 
Lab  ProJ.  ID:  9708B62 


mtHimHWIIffl 


Sampled:  0B/1 8/97  jp 
Received:  08/22/97  i 
Analyzed:  see  below  % 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Uao  (NO.            S/ UDDtae-Uo 

Sample  Desc :  LIQUID, Golden  Gate  6 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

LaD  MO.  y/UaDDi!-UV 

Sample  Desc  :  UQUID.Golden  Gate  7 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-10 

Sample  Desc :  LIQUID, Golden  Gate  8 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-11 

Sample  Desc :  UQUID.GoWen  Gate  9 

Lead 

mg/L 

08/25/97 

00050 

N.D. 

Lab  No:  9708B62-12 

Sample  Desc :  UQUlD,Golden  Gate  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-13 

Sample  Desc  :  UQUID.Golden  Gate  11 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B62-14 

Sample  Desc :  UQUID.GoWen  Gate  12 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Anafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#12io 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  11:23 


TX/RX  NO. 9237         P. 003 


AUG.  27.  1  997  1  0:22AM  NO.  5zo£     r.  ml 

fk\  Sequoia 
Analytical 


680  ChcMpcike  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N  Wigct  Lane  W»lnut  Crtek.  CA  94598      (510)  988-9600        FAX  (510)  99B.9673 

819  Striker  Avenue.  Suite  6     Sacramento,  CA  95834  (916)  92 1-9600         FAX  (916)  911-0100 


l  SFUSD 
%  1551  Newcomb  Ave..  Rm.  103 
S  San  Francisco,  CA  94124 

g  Anentlon:     Bruce  Giannim 


 jimimiHriiuiraiiuilH  

Client  Proj  ID:    Golden  Gate  Elementary 


Lab  Proj.  ID:  9708862 


Sampled:  OB/18/97  ffl 
Received:  Ofl/22/97  1 
Analyzed:  see  below  | 


;i::tmni!iwfitt£^^^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Sample  Desc  :  LIQUID,Golden  Gate  13 

Lead 

mg/L 

06/26/97 

0.0050 

0.0050 

1  ah  Kin-             Q7TinRRQ  Ifi 

Sample  Desc :  UQUID,Golden  Gate  14 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

LaD  NO.  9708Bo2-17 

Sample  Desc :  UQUID,Golden  Gate  15 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  97Q8B62-18 

Sample  Desc :  LIQUID, Golden  Gate  16 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B62-19 

Sample  Desc :  UQUID,Golden  Gate  17 

Lead 

mg/L 

08/26/97 

0.0050 

0.0063 

Lab  No:  9708B62-20 

Sample  Desc :  UQUID,Golden  Gate  18 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B62-21 

Sample  Desc :  UQUID.Golden  Gate  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

AnaJytos  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 004 


^Pnilrtia  6«0  Chesapeake  Drive  Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598      (510)988-9600        FAX  (5 10)  981-9673 

AlliilytiCHl  819  Striker  Avenue,  Suite  8    5»cram«i«o.CA  95834         (916)  921-9600        FAX  (916)  921-0100 


-  ||[THMlM#«  Iim^l  iii=iu:::i:" 

IHSRJSD 

1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

5 

|  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Golden  Gate  Elementary 
Ub  Proj.  ID:  9708B62 


^iummitHBI  

Sampled:  08/18/97 
Received;  08/22/97  | 
Analyzed:  see  below  = 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  970BB62-22 

Sample  Desc :  UQUID.GoWen  Gate  20 

Lead 

mg/L 

08/26/97 

0.0050 

0-020 

Lab  No:  9708B62-23 

Sample  Desc :  UQUID,Golden  Gate  21 

Lead 

mg/L 

06/26/97 

0.0050 

0.0062 

Lab  No:  9708B62-24 

Sample  Desc :  LiQUIDpGoklen  Gate  22 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-25 

Sample  Desc :  UQUID.Golden  Gate  23 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-26 

Sample  Desc :  UQUID,Golden  Gate  24 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB62-27 

Sample  Desc :  LIQUID  .Golden  Gate  25 

Lead 

mg/L 

08/25/97 

00050 

N.D. 

Lab  No:  97088*52-28 

Sample  Desc  :  LIQUID.GoWen  Gate  26 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

AnalytBs  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  4 


08/27/97    11:23         TX/RX  NO. 9237         P. 005 


AUG.  27.  199?  10: 22AM  NO.  5262     F.  6/26 

^TN  Sequoia 
-   '  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      {650)  364-9600         FAX  (650)  364-9233 

404  N.  Wigei  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8i9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)  92l>96t>0         FAX  (916)  921-0100 


\\mmmm 

Haaanrnnui  

§ SFUSD 
g  1551  Newcomb  Ave..  Rm.  103 
Oi  San  Francisco,  CA  94124 

^Attention:     Bruce  Giannlni 


Client  Pro].  ID 
Lab  Proj.  ID:  9706B62 


Golden  Gate  Elementary 


Sampled:  08/18/97  „ 
Received:  08/22/97  1 
Analyzed:  see  below 


HiHlllllllllll 


Anelyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B62-29 

Sample  Desc  :  UQUID.Golden  Gate  27 

Lead  mg/L  08/25/97  0.0050  0.020 


Lab  No:  9708B62-30 

Sample  Desc :  UQUID.Golden  Gate  28 

Lead  mg/L  OB/26/97  0.0050  0.017 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/27/97  11:23 


TX/RX  NO. 9237  P. 006 


I 

I 

I 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  029 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  GOLDEN  GATE  ES  Date  Sampled  8/30/97 
San  Francisco,  CA  94124 


Date  Received  8/30/97 
Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

29 

<      1 .0 

1.0 

Micro 

BLANK 

48029-01 

Client 

1.9 

1.0 

Micro  48029-02 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
FIRST  DRAW 

Client 

<     1 .0 

1.0 

Micro  48029-03 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
SECOND  DRAW 

Client 

1.9 

1.0 

Micro  48029-04 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
THIRD  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  iiriatyGis  in  dnrTkmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    4  73  6  4 
Total  Samples  5  6 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/17/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1 

47364-01 

<      1 .0 

1.0 

Client 
Micro 

SINK  F/ 
FIRST  F 
FIRST  C 

2 

47364-02 
IUCET 

LOOR  RM.  105 A 
(RAW 

18.6 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  [ 

3 

47364-03 
WJCET 

LOOR  KITCHEN  RM.  105F 
)RAW 

6.3 

1.0 

Client 
Micro 

SINK  Fi 
FIRST  F 
FIRST  I 

4 

47364-04 
WICET 

LOOR  RM.  105 
)RAW 

9.8 

1.0 

Client 
Micro 

SINKD 
FIRST  F 
FIRST  1 

5 

47364-05 

RINKING  FOUNTAIN 
"LOOR  RM.  105 
DRAW 

3.7 

1.0 

Technical  Supervisor:     jyL±  <^-^<^y — ;  9/7/97  Analyst:  

Farid  R^mez^fcacteh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA   94124  n  .  D  . 

'  Date  Received  8/14/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

6 

47364-06 
lUCET 

LOOR  RM.  106 
RAW 

28.0 

1.0 

Client 
Micro 

SINK  Dl 
FIRST  F 
FIRST  C 

7 

47364-07 

UNKING  FOUNTAIN 
LOOR  RM.  106 
IRAW 

9.5 

1.0 

Client 

Micro 

SINK  f; 
FIRST  F 
FIRST  I 

8 

47364-08 
VUCET 

LOOR  RM.  107 
>RAW 

8.9 

1.0 

Client 
Micro 

SINK  0 
RM.  107 
FIRST  I 

9 

47364-09 
LINKING  FOUNTAIN 

>RAW 

1  5.5 

1.0 

Client 
Micro 

SINK  F 
FIRST  1 
FIRST 

1  0 

47364-10 
MJCET 

:LOOR  KITCHEN  RM.  112 
DRAW 

14.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  FrancisCO,  CA    94124  Date  Received  8/14/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

1  1 

47364-1 1 
kUCET 

LOOR  CAFETERIA  RM.  113 
'RAW 

19.2 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

1  2 

47364-12 
MICET 

LOOR  CAFETERIA  RM.  113 
(RAW 

15.9 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

1  3 

47364-13 
IUCET 

LOOR  DISH  WASHING  RM.  113 
>RAW 

2.8 

1.0 

Client 
Micro 

DRINKI 
FIRST  f 
FIRST  [ 

1  4 

47364-14 

HG  FOUNTAIN 
XOOR  COURT  YARD 
>RAW 

11.5 

1.0 

Client 
Micro 

SINK  Fl 
FIRST  F 
FIRST  1 

1  5 

47364-1 5 
MICET 

LOOR  RM.  104 
)RAW 

2.9 

1.0 

Technical  Supervisor:  — :   "    9/6/97  Analyst:  

Farid  F^me^Mzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC                     Date  sampled  8/14/97 

San  Francisco,  CA  94124  AalAAIn-, 

Date  Received  8/14/97 
Date  Analyzed  8/15/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 
FIRST  F 
FIRST  t 

1  6 

47364-16 

UNKING  FOUNTAIN 
LOOR  RM.  104 
RAW 

2.6 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  t 

1  7 

47364-17 
kUCET 

LOOR  RM.  103 
(RAW 

22.1 

1.0 

Client 
Micro 

SINK  Dl 
RM.  103 
FIRST  E 

1  8 

47364-1 8 
LINKING  FOUNTAIN 

)RAW 

5.4 

1.0 

Client 
Micro 

SINK  Fi 
FIRST  F 
FIRST  1 

1  9 

47364-19 
UJCET 

T-OOR  RM.  102 
)RAW 

51.5 

2.0 

Client 
Micro 

SINK  D 
FIRST  f 
FIRST 

20 

47364-20 

RINKING  FOUNTAIN 
O-OOR  RM.  102 
DRAW 

10.8 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    4  7  3  6  4 
Total  Samples  56 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/15/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

21 

Micro 

47364-21 

12.9 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  -  OUTSIDE  RM.  103 
FIRST  DRAW 

Client 

22 

Micro  47364-22 

SINK  FAUCET 
FIRST  FLOOR  RM.  101 
FIRST  DRAW 

40.6 

1.0 

Client 

23 

Micro 

47364-23 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  RM.  101 
FIRST  DRAW 

4.6 

Client 

24 

Micro 

47364-24 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  COURT  YARD  -  OUTSIDE  RM. 
105 

FIRST  DRAW 

7.0 

Client 

25 

Micro 

47364-25 

10.1 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G RATTAN  ES  /  CC 


Micro  Log  In  47364 
Total  Samples  56 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/15/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

26 

Micro 

47364-26 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
SECOND  FLOOR  PLAYGROUND  AREA 
FIRST  DRAW 

2.5 

Client 

28 

Micro  47364-27 

SINK  FAUCET 

SECOND  FLOOR  RM.  210 

FIRST  DRAW 

5.2 

1.0 

Client 

29 

Micro 

47364-28 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  210 
FIRST  DRAW 

4.0 

Client 

3  0 

Micro  47364-29 

SINK  FAUCET 
SECOND  FLOOR  RM.  209 
FIRST  DRAW 

28.4 

1.0 

Client 

3  1 

Micro 

47364-30 

21.1 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  209 
FIRST  DRAW 

Technical  finppri/isnr    T         x ^  — ^ — -9/7/97  Analyst:   ™  

Farid  R^mfear4^ade>tHvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    473  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  FranciSCO,  CA    94124  Date  Received  8/14/97 

Date  Analyzed  8/17/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

32 

1  2.5 

1.0 

Micro  47364-31 

SINK  FAUCET 
SECOND  FLOOR  RM.  208 
FIRST  DRAW 

Client 

33 

4.6 

1.0 

Micro  47364-32 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  208 
FIRST  DRAW 

Client 

34 

19.4 

1.0 

Micro  47364-33 

SINK  FAUCET 
SECOND  FLOOR  RM.  207 
FIRST  DRAW 

Client 

3  5 

569 

20.0 

Micro  47364-34 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  207 
FIRST  DRAW 

Client 

36 

1 1 .0 

1.0 

Micro  47364-35 

SINK  FAUCET 
SECOND  FLOOR  RM.  205 
FIRST  DRAW 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaiysTSin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G RATTAN  ES  /  CC 


Micro  Log  In    47  3  64 
Total  Samples  56 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/17/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

SINK  Df 
SECONI 
FIRST  C 

37 

47364-36 

UNKING  FOUNTAIN 
3  FLOOR  RM.  205 
IRAW 

33.5 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  [ 

38 

47364-37 
VUCET 

3  FLOOR  RM.  204 
(RAW 

19.8 

1.0 

Client 
Micro 

SINK  Dl 
SECON 
FIRST  [ 

39 

47364-38 

LINKING  FOUNTAIN 
D  FLOOR  RM.  204 
)RAW 

3.6 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  1 

40 

47364-39 

NG  FOUNTAIN 

D  FLOOR  HALLWAY 

)RAW 

7.7 

1.0 

Client 
Micro 

SINK  F 
SECON 
FIRST 

41 

47364-40 
MJCET 

D  FLOOR  RM.  203 
DRAW 

49.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    473  6  4 
Total  Samples  5  6 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/18/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Df 
SECONI 
FIRST  C 

42 

47364-41 

UNKING  FOUNTAIN 
D  FLOOR  RM.  203 
(RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  F/ 
SECONI 
FIRST  C 

43 

47364-42 
IUCET 

3  FLOOR  RM.  202 
IRAW 

5.0 

1.0 

Client 
Micro 

SINK  Dl 
SECONI 
FIRST  C 

44 

47364-43 

LINKING  FOUNTAIN 
D  FLOOR  RM.  202 
>RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  F) 
SECON 
FIRST  [ 

45 

47364-44 
UJCET 

D  FLOOR  RM.  201 
)RAW 

5.1 

1.0 

Client 
Micro 

SINK  D 
SECON 
FIRST  1 

46 

47364-45 

FUNKING  FOUNTAIN 
D  FLOOR  RM.  201 
DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lealTanaTysis-rn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  73  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA  94124  _,  _.  . 

'  Date  Received  8/14/97 

Date  Analyzed  8/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

47 

13.4 

1.0 

Micro  47364-46 

SINK  FAUCET 
SECOND  FLOOR  RM.  215 
FIRST  DRAW 

Client 

48 

3.6 

1.0 

Micro  47364-47 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  215 
FIRST  DRAW 

Client 

49 

4.1 

1.0 

Micro  47364-48 

SINK  FAUCET 
SECOND  FLOOR  RM.  214 
FIRST  DRAW 

Client 

50 

1.1 

1.0 

Micro  47364-49 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  214 
FIRST  DRAW 

Client 

5  1 

14.1 

1.0 

Micro  47364-50 

SINK  FAUCET 
SECOND  FLOOR  RM.  213 
FIRST  DRAW 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    4  73  6  4 
Total  Samples  56 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

52 

9.2 

1.0 

Micro  47364-51 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  213 
FIRST  DRAW 

Client 

53 

61.0 

2.2 

Micro  47364-52 

SINK  FAUCET 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

Client 

54 

6.0 

1.0 

Micro  47364-53 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

Client 

55 

8.4 

1.0 

Micro  47364-54 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD  -  LOWER 
FIRST  DRAW 

Client 

56 

8.0 

1.0 

Micro  47364-55 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD 
FIRST  DRAW 

Technical  Supervisor: 


9/1/91 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fbTteatfanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    473  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/14/97 

Date  Analyzed  8/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

57 

Micro  47364-56 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD  •  UPPER 
FIRST  DRAW 

14.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo>1ead^naTysis-trr  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4  8  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

58 

Micro  48008-01 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  105 A 

FIRST  DRAW 

9.5 

1.0 

Client 

59 

Micro  48008-02 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  105 A 

SECOND  DRAW 

6.0 

1.0 

Client 

60 

Micro  48008-03 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  105 A 

THIRD  DRAW 

8.9 

1.0 

Client 

61 

Micro  48008-04 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  106 

FIRST  DRAW 

3.1 

1.0 

Client 

62 

Micro  48008-05 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  106 

SECOND  DRAW 

2.3 

1.0 

Technical  Supervisor:    7-/^*^~V?"   £    9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  f6rJeadjana(ysls~1fi  drinking  water  by  the  Calitornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  Francisco,  CA  94124  „  .  0  . 

'  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

63 

Micro  48008-06 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  106 

THIRD  DRAW 

4.9 

1.0 

Client 

64 

Micro 

48008-07 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR -RM  107 
FIRST  DRAW 

2.4 

Client 

65 

Micro 

48008-08 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  ROOM  107 
SECOND  DRAW 

2.7 

Client 

66 

Micro 

48008-09 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  ROOM  107 
THIRD  DRAW 

5.3 

Client 

67 

Micro  48008-10 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  112  (KITCHEN) 
FIRST  DRAW 

1 .6 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lelaa-afialysjjbirT^rtnKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  0  8 
Total  Samples  46 
Date  Sampled  8/29/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

68 

Micro  48008-11 
SINK  FAUCET 

FIRST  FLOOR  ■  ROOM  112  (KITCHEN) 
SECOND  DRAW 

1.6 

1.0 

Client 

69 

Micro  48008-12 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  112  (KITCHEN) 
THIRD  DRAW 

5.3 

1.0 

Client 

70 

Micro  48008-13 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113  (CAFETERIA) 
FIRST  DRAW 

2.1 

1.0 

Client 

71 

Micro   48008-1 4 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113  (CAFETERIA) 
SECOND  DRAW 

1 .3 

1.0 

Client 

72 

Micro   48008-1 5 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113  (CAFETERIA) 
THIRD  DRAW 

3.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  8  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  DateSampied  8/29/97 

San  Francisco,  CA   94124  nt  D    .  . 

Date  Received  8/30/9  7 
Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

73 

Micro  48008-16 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113 

FIRST  DRAW 

1  .4 

1.0 

Client 

74 

Micro  48008-17 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113 

SECOND  DRAW 

1.7 

1.0 

Client 

75 

Micro  48008-18 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113 

THIRD  DRAW 

1.8 

1.0 

Client 

76 

Micro   48008-1 9 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  103 

FIRST  FLOOR 

1.6 

1.0 

Client 

77 

Micro  48008-20 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  103 

SECOND  DRAW 

4.1 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNeadana1ysts4n_d)>tnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/9  7 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

78 

Micro  48008-21 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  103 

THIRD  DRAW 

13.5 

1.0 

Client 

79 

Micro  48008-22 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  102 

FIRST  DRAW 

1 .2 

1.0 

Client 

80 

Micro  48008-23 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  102 

SECOND  DRAW 

3.8 

1.0 

Client 

81 

Micro  48008-24 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  102 

THIRD  DRAW 

2.4 

1.0 

Client 

82 

Micro  48008-25 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  101 

FIRST  DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^ajnaJ^isSnjlrihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

83 

Micro  48008-26 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  101 

SECOND  DRAW 

<     1 .0 

1.0 

Client 

84 

Micro  48008-27 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  101 

THIRD  DRAW 

<     1 .0 

1.0 

Client 

85 

Micro  48008-28 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  209 
FIRST  DRAW 

1 .5 

1.0 

Client 

86 

Micro  48008-29 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  209 
SECOND  DRAW 

<     1 .0 

1.0 

Client 

87 

Micro  48008-30 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  209 
THIRD  DRAW 

3.1 

1.0 

Technical  Supervisor:   j- — ~f- — Se^-=  —  9/6/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  (eStH&nalysisjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  0  8 
Total  Samples  4  6 
Date  Sampled  8/29/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

88 

1.1 

1.0 

Micro  48008-31 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  209 
FIRST  DRAW 

Client 

89 

<  1.0 

1.0 

Micro  48008-32 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  209 
SECOND  DRAW 

Client 

90 

7.3 

1.0 

Micro  48008-33 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  209 
THIRD  DRAW 

Client 

91 

2.7 

1.0 

Micro  48008-34 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  207 
FIRST  DRAW 

Client 

92 

2.3 

1.0 

Micro  48008-35 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  207 
SECOND  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea"tr*analytfsjrj  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  8 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G RATTAN  ES 


Micro  Log  In    4  8  0  0  8 
Total  Samples  46 
Date  Sampled  8/29/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

93 

Micro 

48008-36 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  207 
THIRD  DRAW 

2.5 

Client 

94 

Micro 

48008-37 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  205 
FIRST  DRAW 

6.7 

Client 

95 

Micro 

48008-38 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  205 
SECOND  DRAW 

9.4 

Client 

96 

Micro 

48008-39 

15.1 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  205 
THIRD  DRAW 

Client 

97 

Micro  48008-40 
SINK  FAUCET 

SECOND  FLOOR  •  ROOM  203 
FIRST  DRAW 

1.5 

1.0 

Technical  Supervisor: 


9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis~mjltinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

98 

Micro  48008-41 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  203 
SECOND  DRAW 

<       1  .0 

1.0 

Client 

99 

Micro  48008-42 
SINK  FAUCET 

SECOND  FLOOR  •  ROOM  203 
THIRD  DRAW 

1  .4 

1.0 

Client 

100 

Micro  48008-43 

SINK  FAUCET 

SECOND  FLOOR  •  ROOM  212 
FIRST  DRAW 

1.5 

1.0 

Client 

101 

Micro  48008-44 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  212 
SECOND  DRAW 

25.8 

1.0 

Client 

1  02 

Micro  48008-45 

SINK  FAUCET 

SECOND  FLOOR  •  ROOM  212 
THIRD  DRAW 

3.9 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page   1 0 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    48  00  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  DateSampied  8/29/97 
San  Francisco,  CA  94124 


Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

103 

Micro 

48008-46 

BLANK 

<     1 .0 

1.0 

Technical  Supervisor:    3  fe*>~-*-<.  12=zs3*=dil — 9 1 6 1 97  Analyst:   £L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-aoaiysw^  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    5  217  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  Date  Sampled  1/18/98 

San  Francisco,  CA    94124  Date  Received  1 /2 0/9  8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  DF 

GRATTAN  47A 

52170-01 
115 

4.6 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  47B 

52170-02 
"115 

3.2 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  47C 

52170-03 
:115 

12.1 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  51 A 

52170-04 
:113 

6.9 

1.0 

Client 
Micro 

SINKDI 

GRATTAN  51 B 

52170-05 
s113 

5.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-*iaJysis)in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  DateSampied  1/18/98 

San  Francisco,  CA    94124  Date  Received  1/20/9  8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 

GRATTAN  51C 

52170-06 
113 

14.3 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  32A 

52170-07 
'208 

3.1 

1.0 

Client 
Micro 

SINKDf 

GRATTAN  32B 

52170-08 
:208 

2.1 

1.0 

Client 
Micro 

SINKDI 

GRATTAN  32C 

52170-09 
:208 

6.9 

1.0 

Client 
Micro 

SINK  Fi 

GRATTAN  34 A 

52170-10 
MJCET  207 

9.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  ffrUeadAahalysisJfr  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  Date  Sampled  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  FA 

GRATTAN  34B 

52170-11 
UCET207 

17.9 

1.0 

Client 
Micro 

SINK  FA 

GRATTAN  34C 

52170-12 
UCET207 

12.6 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  38A 

52170-13 
:204 

4.0 

1.0 

Client 
Micro 

SINK  D 

GRATTAN  38B 

52170-14 
:204 

5.4 

1.0 

Client 
Micro 

SINKD 

GRATTAN  38C 

52170-15 
F204 

11.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo>4e5d_a)iafysisJn_h/inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  DateSampied  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1/2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

GRATTAN  14A 

Micro 

52170-16 

1.0 

DRINKING  FOUNTAIN 
COURTYARD 

4.0 

Client 

GRATTAN  14B 

Micro 

52170-17 

1.0 

DRINKING  FOUNTAIN 
COURTYARD 

6.1 

Client 

GRATTAN  14C 

Micro  52170-18 

DRINKING  FOUNTAIN 
COURTYARD 

14.3 

1.0 

Client 

GRATTAN  57 A 

Micro  52170-19 

OUTSIDE  EAST 

5.0 

1.0 

Client 

GRATTAN  57B 

Micro  52170-20 

OUTSIDE  EAST 

3.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa-a^ysis"Trrbnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  Date  Sampled  1/18/98 

San  Francisco,  CA  94124  n.  _    .    .  „/on/no 

'  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID   (ppb)  (ppb) 


Client 
Micro 

OUTSID 

GRATTAN  57C 

52170-21 
E  EAST 

2.8 

1.0 

Client 
Micro 

BLANK 

GRATTAN  BLANK  1 

52170-22 
1 

<  1.0 

1.0 

Client 
Micro 

BLANK 

GRATTAN  BLANK  2 

52170-23 
2 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysi*viri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sarnptes-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  740 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  DateSampied  8/21/97 

San  Francisco,  CA   94124  _  „  _    .  . 

Date  Received  8/25/97 

Date  Analyzed  9/1/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47740-01 

SINK  FAUCET 

1ST  LEVEL  KITCHEN 

FIRST  DRAW 


Client 


Micro  47740-02 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 


1 .9 


5.6 


1.0 


1.0 


Client 


Micro  47740-03 

SINK  FAUCET 

1ST  LEVEL  CLASSROOM  100 
FIRST  DRAW 


1.4 


1.0 


Client 


Micro  47740-04 
SINK  FAUCET 

1ST  LEVEL  CLASSROOM  101 
FIRST  DRAW 


2.2 


1.0 


Client 


Micro  47740-05 

SINK  FAUCET 

1ST  LEVEL  CLASSROOM  102 
FIRST  DRAW 


<     1 .0 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47740 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  Date  Sampled  8/21/97 

San  Francisco,  CA   94124  _  .  D    .  . 

Date  Received  8/25/97 
Date  Analyzed  9/1/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
1  ST  LEX 
FIRST  C 

6 

47740-06 
iUCET 

EL  CLASSROOM  103 
(RAW 

6.5 

1.0 

Client 
Micro 

DRINKII 
1ST  LEV 
FIRST  C 

7 

47740-07 

AG  FOUNTAIN 
rEL  HALL 
(RAW 

<        1  .0 

1.0 

Client 
Micro 

SINK  Ft 
1ST  LE\ 
FIRST  [ 

8 

47740-08 

UJCET 
fEL  OFFICE 
IRAW 

6.6 

1.0 

Client 
Micro 

DRINKI 
2ND  LE 
FIRST  t 

9 

47740-09 

MG  FOUNTAIN 
VEL  HALL 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Fi 
2ND  FL 
FIRST  1 

1  0 

47740-10 
\UCET 

OOR  TEACHERS'  LOUNGE 
3RAW 

<      1  .0 

1.0 

Technical  Supervisor:    l\iO'^-s^  9/7/97  Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinRtng  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4774  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA  94124  n  .  D    .   .  oln-ln- 

'  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 
Micro 

SINK  Ft 
2ND  FL( 
FIRST  C 

1  1 

47740-1 1 
UICET 

X>R  CLASSROOM  9 
(RAW 

2.3 

1.0 

Client 
Micro 

SINK  FX 
2ND  FL( 
FIRST  C 

1  2 

47740-12 
lUCET 

DOR  CLASSROOM  8 
(RAW 

4.3 

1.0 

Client 
Micro 

SINK  Ft 
2ND  FL( 
FIRST  E 

1  3 

47740-13 
(UCET 

X>R  CLASSROOM  6 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

B 

47740-14 

<  1.0 

1.0 

Client 
Micro 

MULTIF 
GROUM 
FIRST  I 

1  4 

47740-1 5 

LE  DRINKING  FOUNTAIN 
D  FLOOR  NW  FOUNTAIN 
JRAW 

1.1 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47740 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  rt  ,  _    .  . 

'  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
SW  FOl 
FIRST  C 

1  5 

47740-16 

LE  DRINKING  FOUNTAIN 

INTAIN 

IRAW 

1  1.1 

1.0 

Client 
Micro 

SINK  Ft 
BUNGA 
FIRST  E 

1  6 

47740-17 

kOCET 
LOW  #2 
•RAW 

5.3 

1.0 

Client 
Micro 

SINK  Ft 
BUNGA 
FIRST  [ 

1  7 

47740-18 

UJCET 
LOW  #1 
)RAW 

2.0 

1.0 

Client 
Micro 

SPIKED 

1  8 

47740-19 

54.3 

2.2 

Technical  Supervisor:     f-r*->*>~  ^     9/6/97  Analyst:   £L  

Farid  Ramezanz&djelv^g. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    4809  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  D    .  . 

Date  Received  9/2/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  1 

1  .8 

1.0 

Micro  48092-01 

SINK  FAUCET 
ROOM  015 
FIRST  DRAW 

Client 

BRET  HARTE  2 

18.7 

1.0 

Micro  48092-02 

SINK  FAUCET 
ROOM  01 7A 
FIRST  DRAW 

Client 

BRET  HARTE  3 

1  0.9 

1.0 

Micro  48092-03 

SINK  FAUCET 
ROOM  107 
FIRST  DRAW 

Client 

BRET  HARTE  4 

4.2 

1.0 

Micro  48092-04 

SINK  FAUCET 
ROOM  109 
FIRST  DRAW 

Client 

BRET  HARTE  5 

8.4 

1.0 

Micro  48092-05 

SINK  FAUCET 
ROOM  111 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredr 


Analyst: 


FR 


drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

18th  edition,  1992,  American  Public  Health 


Laboratory  Accreditation  Program  (ELAP),  Certiticate  #1037. 

accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater, 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  ■  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    480  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _ ,    .  . 

Date  Received  9/2/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

BRET  HARTE  6 

3.9 

1.0 

Micro  48092-06 

SINK  FAUCET 
ROOM  113 
FIRST  DRAW 

Client 

BRET  HARTE  7 

42.5 

1.0 

Micro  48092-07 

SINK  FAUCET 
ROOM  115 
FIRST  DRAW 

Client 

BRET  HARTE  8 

9.6 

1.0 

Micro  48092-08 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 

Client 

BRET  HARTE  9 

2.3 

1.0 

Micro  48092-09 

SINK  FAUCET 
ROOM  112 
FIRST  DRAW 

Client 

BRET  HARTE  10 

2.5 

1.0 

Micro  48092-10 

DRINKING  FOUNTAIN 
HALL  "  C90  " 
FIRST  DRAW 

Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    480  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 
San  Francisco,  CA  94124 


Date  Received  9/2/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  11 

4.9 

1.0 

Micro  48092-11 

DRINKING  FOUNTAIN 
HALL  "  C91  " 
FIRST  DRAW 

Client 

BRET  HARTE  12 

2.5 

1.0 

Micro  48092-12 

SINK  FAUCET 
ROOM  101 
FIRST  DRAW 

Client 

BRET  HARTE  13 

10.3 

1.0 

Micro  48092-13 

DRINKING  FOUNTAIN 
ROOM  204 
FIRST  DRAW 

Client 

BRET  HARTE  14 

3.6 

1.0 

Micro  48092-14 

SINK  FAUCET 
ROOM  205 
FIRST  DRAW 

Client 

BRET  HARTE  15 

9.8 

1.0 

Micro  48092-15 

DRINKING  FOUNTAIN 
ROOM  207 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forl5ad-ahalys>94rLdr>pking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in   48  092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  .  _    .  . 

Date  Received  9/2/97 
Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  16 

Micro  48092-16 

SINK  FAUCET 
ROOM  206 
FIRST  DRAW 

3.7 

1.0 

Client 

BRET  HARTE  17 

Micro  48092-17 

DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 

11.3 

1.0 

Client 

BRET  HARTE  18 

Micro  48092-18 

SINK  FAUCET 
ROOM  208 
FIRST  DRAW 

4.7 

1.0 

Client 

BRET  HARTE  19 

Micro  48092-19 

SINK  FAUCET 
ROOM  210 
FIRST  DRAW 

6.6 

1.0 

Client 

BRET  HARTE  20 

Micro  48092-20 

SINK  FAUCET 
ROOM  211 
FIRST  DRAW 

5.5 

1.0 

Technical  Supervisor:   9/8/97  Analyst:   f*  

Far^a7hezar£adert>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead  analysii~in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  809  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  ~  .  _    .  . 

Date  Received  9/2/97 

Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  HARTE  21 

Micro 

48092-21 

23.9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 
FIRST  DRAW 

Client 

BRET  HARTE  22 

Micro 

48092-22 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  001 A 
FIRST  DRAW 

3.2 

Client 

BRET  HARTE  23 

Micro 

48092-23 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  MBA 
FIRST  DRAW 

5.2 

Client 

BRET  HARTE  24 

Micro  48092-24 

SINK  FAUCET 
ROOM  004A 
FIRST  DRAW 

5.9 

1.0 

Client 

BRET  HARTE  25 

Micro 

48092-25 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  003A 
FIRST  DRAW 

4.4 

Technical  Supervisor 


9/8/91 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedNcj^lea£)>analysi£  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  .  D    .  . 

Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  26 

Micro 

48092-26 

1  2.7 

1.0 

DRINKING  FOUNTAIN 
HALL  "C94" 
FIRST  DRAW 

Client 

BRET  HARTE  27 

Micro  48092-27 

SINK  FAUCET 
ROOM  005A 
FIRST  DRAW 

1  6.2 

1.0 

Client 

BRET  HARTE  28 

Micro 

48092-28 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  006A 
FIRST  DRAW 

Client 

BRET  HARTE  30 

Micro 

48092-29 

10.0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  0O8A 
FIRST  DRAW 

Client 

BRET  HARTE  31 

Micro 

48092-30 

25.6 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA  "C96" 
FIRST  DRAW 

Technical  Supervisor:  2_^±: — £ ^  f>y^^~  9/8/97  Analyst:   El- 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatf-aTOlysTsSn-dFihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  nt  _ 

Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  HARTE  32 

Micro  48092-31 

SINK  FAUCET 
ROOM  001 B 
FIRST  DRAW 

76.7 

2.9 

Client 

BRET  HARTE  33 

Micro  48092-32 

SINK  FAUCET 
ROOM  005B 
FIRST  DRAW 

1  04 

4.0 

Client 

BRET  HARTE  34 

Micro  48092-33 

SINK  FAUCET 
ROOM  002B 
FIRST  DRAW 

1  6.9 

1.0 

Client 

BRET  HARTE  35 

Micro  48092-34 

SINK  FAUCET 
ROOM003B 
FIRST  DRAW 

34.9 

1.0 

Client 

BRET  HARTE  36 

Micro  48092-35 

SINK  FAUCET 
ROOM  004B 
FIRST  DRAW 

1  1  0 

4.0 

Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaCanalysisaaxIrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    4809  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

BLANK 

BRET  HARTE  BL 

48092-36 

<  1.0 

1.0 

Client  |          BRET  HARTE  29 

Micro  48092-37 
ROOM  007 A 

(SAMPLE  NOT  LISTED  ON 
CHAIN-OF-CUSTODY  FORM;  DESCRIPTION 
ENTERED  FROM  BOTTLE  LABEL) 

13.6 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisirTafinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47522 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  1 

Micro  47522-01 

SINK  FAUCET 
ROOM  115 

SAMPLE  NOT 
RECEIVED 

Client 

BRET  HARTE  2 

Micro 

47522-02 

5.8 

1.0 

DRINKING  FOUNTAIN 
HALLWAY 

Client 

BRET  HARTE  3 

Micro 

47522-03 

1.0 

DRINKING  FOUNTAIN 
HALL 

7.9 

Client 

BRET  HARTE  4 

Micro  47522-04 

SINK  FAUCET 
ROOM  101  "LUNCH" 

2.7 

1.0 

Client 

BRET  HARTE  5 

Micro  47522-05 

SINK  FAUCET 
ROOM  205 

2.5 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE 


Micro  Log  In    47  52  2 
Total  Samples  1  2 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/19/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

BRET  HARTE 

6 

Micro  47522-06 

DRINKING  FOUNTAIN 
ROOM  207 

10.9 

1.0 

Client 

BRET  HARTE 

7 

Micro  47522-07 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 

31.0 

1.0 

Client 

BRET  HARTE 

8 

Micro  47522-08 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA 

29.9 

1.0 

Client 

BRET  HARTE 

9 

Micro  47522-09 

SINK  FAUCET 
ROOM  001 

1  43 

5.0 

Client 

BRET  HARTE 

10 

Micro  47522-10 

SINK  FAUCET 
ROOM  002 

15.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead"analv*)s~TrrdTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE 


Micro  Log  In    4  7  5  2  2 
Total  Samples  1  2 
Date  Sampled  8/16/97 
Date  Received  8/19/9  7 
Date  Analyzed  8/19/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

BRET  HARTE  11 

Micro  47522-11 

SINK  FAUCET 
ROOM  003 

56.4 

2.0 

Client 

BRET  HARTE  BL 

Micro 

BLANK 

47522-12 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLanaJysis^m-^frhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SPflUOiil  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9J33 

404  N.  Wlget  Lane  Walnut  C*ek.  CA  94598      (510)  9B8-S>600        FAX  (5i0)  968-9673 

y^j^^Jy^l^^J  819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834  (916)911.9600  FAX  (916)  921-0100 


g SFUSD 

1 1551  NewcombAve.,  Rm.  103 
!!!  San  Francisco.  CA  94124 


Client  Proj.  ID:  Hart  ES 
Lab  Proj  ID:  9710472 


Sampled:  10/04/97  s 
Received:  10/09/97  jjj 
Analyzed:  see  below  i 


|  Attention:     Bruce  Giannini 

3^ji..-....uuj«i=iiigasliaiii!siiiaMidMiliiliiii;ii:i,iui  tilliiiiaeiiiiiWiilillilllliiiiiiiiiiiiiiiiiiiiiiiiiiiiiiMiiiiiidiileUulllillliiiiiiiiiiiiiiiM;:  iiiiiilluiilianlMllllliilllllllllllllllllllllillllimil 


Reported:  10/13/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Nrr  Q7ifM7'P-ni 

Sample  Desc :  UOUID,Harte  2-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  Nrr           Q71 0479-09 

Sample  Desc  :  liquid, Harte  2-B 

Lead 

mg/L 

•i  ft  f-4  ft  IftTT 

10/10/97 

ft  ftftCft 

0.0050 

N.D. 

Sample  Desc  :  LIQUID.Harte  2-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-04 
Sample  Desc  :  LIQUID.Harte  7-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-05 
Sample  Desc  :  UQUID,Harte  7-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-06 
Sample  Desc  :  LIQUID, Harte  7-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.015 

Lab  NO:  9710472-07 
Sample  Desc  :  LIQUID.Harte  7-D 

Lead 

mg/L 

10/10/97 

0.0050 

0-095 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limft  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page. 


10/14/97    11:58         TX/RXN0.0298  P. 011 


•OCT.  14.  199?  12 :  C3PM 


NO.  7167     F.  12/76 


Co/Tll/-\ia  680  Chesapeake  Drive  Redwood  Qty,  CA  94063       (650)  364-9600  FAX  (650)  364.MM 

f    k    \        L3Cl[UUia  404  N  .  Wlgei  Lane  W»1nut  Creek.  CA  94598       (510)  988.9600         FAX  (510)  9M-9673 

'    .     •  JytlCftl  8 1 9  Striker  Avenue,  Suite  6    Sacramento.  CA  95834         (916)  921.9600         FAX  (916)  911-0100 


mmm^Mim  s  fmm&^^mmma^  m  11  iige 

|  SFUSD  Client  Proj.  ID:    Hart  ES 

1 1551  Newcomb  Ave..  Rm.  103 

|  San  Francisco.  CA  94124  Lab  Pro).  ID:  9710472 

1  Attention:     Bruce  Giannini 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

ArVi  Kf7AH 

Detection 
Limit 

Sample 

Result*: 

Lab  No:  9710472-08 
Sample  Desc  :  UQUID,Harte  26-A 

Lead 

mg/L 

10/10/97 

0  0050 

N.D. 

Lab  No:  9710472-09 
Sample  Desc  :  LIQUID, Harte  26-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-10 

Sample  Desc :  UQUID.Harte  26-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No;  9710472-11 
Sample  Desc  :  LIQUID.Harte  26-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  No:  9710472-12 
Sample  Desc  :  UQUID.Harte  27-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-13 
Sample  Desc  :  LIQUID, Harte  27-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No;  9710472-14 
Sample  Desc  :  UQUID,Harte  27-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

HUBS     

Sampled:  10/04/97  jjj 

Received:  10/09/97  | 

Analyzed:  see  below  ji! 

Reported:  10/13/97  I 


Analytes  reportsd  as  N.D  were  not  present  above  the  stated  limit  at  detection. 
SEQUOIA  ANALYTICAL  ELAP#12io 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 012 


f  .  ~V  CofiVlOia  6B0  Chesapeake  Drive  Redwood  Ci»y,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

AAA       JCl[UUia  4Q4  M.  Wifi«t  L»oe  Walnut  Creek,  CA  94598      (5 10)  988-9600         FAX  (5 »0)  988-9673 

^>>-^^^*    ^n^^jcal  819  Striker  Avenue,  Su.te«    S»er»memo,  CA  95834         (9 16)  921-96O0         FAX  (916)  92 1-0 100 


fjSFUSD  Client  ProJ.  ID:     HartES                                       Sampled:  10/04/97 

iii  1551  Nevvcomb  Ave..  Rm.  103  Received:  10/09/97 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710472                                         Analyzed:  see  below  1 

I!  Attention:     Bruce  Giannini  Reported:  10/13/97  ill 

aNiiiHwisu^Wlldii^^^  .i  wwanilBBlSiEn—  


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710472-15 
Sample  Desc :  LIQUID.Harte  31-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0060 

Lab  No:  9710472-16 
Sample  Desc  :  LIQUID, Harte  31-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-17 
Sample  Desc  :  LIQUID, Harte  31-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.031 

Lab  No:  9710472-18 
Sample  Desc :  UQUID,Harte  32-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  NO:  9710472-19 
Sample  Desc  :  UQUID,Harte  32-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No;  9710472-20 

Sample  Desc  :  LIQUID, Harte  32-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No:  9710472-21 
Sample  Desc :  LIQUID.Harte  32-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.013 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#12io 


Page: 


10/14/97     11:58         TX/RX  NO. 0298  P. 013 


OCT.  14.  199?  12:03PM 


NO.  7167 


F.  14/76 


^Pniini^  680  Chesapeake  Drive  Redwood  City.  CA  94063      (650)364.9600         FAX  (650)  364-9233 

JCLJUUia  4Q4  N.  Wigci  Lane  Walnut  Creek,  CA  94598      (510)  988-9600        FAX  (5l0)  98B.9673 

ArlftlytiCflll  B19  Striker  Avenue,  Suite  S    Sacramento,  CA  95B34         (916)  92J-9fi00        FAX  (916)  921-0100 


I    1  I  iillllllllillll"!  I  ill  ""lllffllllll  llllllllllllllllll'llllllllllii    III  IIIIIIII 

yiSFUSD  Client  Proj.  ID:     HartES  Sampled:  10/04/97  | 

Sj  1551  Newcomb  Ave..  Rm.  103  Received:  10/09/97 

1=  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710472  Analyzed:  see  below 


Attention:     Bruce  Giannini 


in 


iiiimiiiilililil;'::;=.  ~i: 


Reported:  10/13/97  is 

^jjHiy^p:-^ — UJm  mm;!!! 


z-~-=smiw. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-22 
Sample  Desc :  LIQUID.Harte  34-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-23 
Sample  Desc :  UQUID.Harte  34-B 

Lead 

rng/L 

10/10/97 

00050 

N.D. 

Ub  No:  9710472-24 
Sample  Desc  :  LIQUID.Harte  34-C 

Lead 

mg/L 

10/10/97 

0.0050 

ND. 

Lab  No:  9710472-25 
Sample  Desc  :  UOUID,Harte  35-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-26 
Sample  Desc :  UQUID,Harte  35-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-27 
Sample  Desc  :  LIQUID,Harte  35-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-28 
Sample  Desc :  UQUID,Harie  36-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#i210 


Page:  * 


10/14/97    11:58         TX/RX  NO. 0298         P. 014 


fk\  Sequoia 
~  Analytical 


4r.-'.  ku.  fio; 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650}  364.9600         FAX  (650)  364-9233 

404  N,  Wjger  Ui*  Walnut  Creek,  CA  94598      (5i0)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


i  i^nniiiiiiiijujjuujjiyjjwj^^iir 


-  -  easapw  ;iiic-Egg:=555nJi.;;ni-;"r:::;;ss;  i  inWlgPimillHII—ltotciHtiHSUS 

mm  llllimi!n3fe»i5^E^:!;:;-^;;!E£~-=:==5^h>ili|lllll  Mil  II     U.      ~  = 

Client  Proj.  ID:     Hart  ES 


mmemaum 


Lab  Proj.  ID:  9710472 


£  1551  NewcombAve.,  Rm.  103 
|  San  Francisco,  CA  94124 

i 

in 

Hi  Attention:     Bruce  Giannlni 

..*=•  =  -=     ==  i  -:==.=         ...  :  !I!I.'IU!"I« II  lillllllllllllllliir,SISi5=-= J  M  utll>lu4(ilumilllllillill.iliii.l  • 


Sampled:  10/04/97  p 
Received:  10/09/97 
Analyzed:  see  below 


Reported:  1 0/1 3 /97  jjj 

i!!i!!!!'j™i!l!l!lllllllliiiiiiiiBBiaBii!::::::::  -;;r:;::s==2EH!:svii!lilllllliliiiiiiniHr™=;: 


LABORATORY  ANALYSIS 


Aitalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-29 
Sample  Desc  :  LIQUID.Harte  36-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-30 

Sample  Desc  ;  LIQUID.Harte  36-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-31 
Sample  Desc :  LIQUID.Harte  36-C 

Lead 

mg/L 

10/10/97 

0-0050 

N.D. 

Analytes  reported  a$  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page 


10/14/97  11:58 


TX/RX  NO. 0298 


P. 015 


/T\  Sequoia 
Analytical 


6B0  Chesapeake  Drive 

404  N.  Wiget  Lane 

B19  5uikcr  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95B34 


(650)  364-9600 
(510)  988-9600 
(916)  931-9600 


FAX  (650)  304-9533 
FAX  (510)  988-9673 
FAX  (916)  921-0)00 


wwnani  iiir.Mi.aia.'Aii^i..'. 


!!!  SFUSD 
H1 1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Attention: 

IllinoiiiaiUii.H'ijc;? 


Bruce  Giannini 


iiii)nnii!Sii.i...i..i.mi».  ii>i 


laiaaoQiiL-i 

Hart  ES 


Client  Proj.  ID 
Lab  Proj.  ID:  9710472 


.:"!i!i|.!iiiiiiiini!i'i"' -  • .: 

Sampled:  10/10/97  i 
Received:  10/09/97  irj 
Analyzed:  see  below  I 

Reported:  10/13/97  I 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710472-32 
Sample  Desc  :  LIQUID.Harte  Blank 

Lead 


mg/L 


10/10/97 


00050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97  11:58 


TX/RX  NO. 0298         P. 016 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52165 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  ES  Date  Sampled  1/17/98 

San  Francisco,  CA  94124  _  . 

1  Date  Received  1/2  0/9  8 

Date  Analyzed  1/20/98 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

BRET  HARTE  21A 

Micro 

52165-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

5.0 

PLAYGROUND  OUTSIDE  210 

Client 

BRET  HARTE  21 B 

Micro 

52165-02 

10.1 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  OUTSIDE  210 

Client 

BRET  HARTE  21C 

Micro 

52165-03 

21 .8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  OUTSIDE  210 

Client 

BRET  HARTE  BLANK 

Micro 

52165-04 

BLANK 

<      1  .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


jnzadef 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forMead  ctaaHysis  in  dririKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate--iU£w7\\»Samples>)are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExarnTnaTion  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JUN-08-99  TUE  10:29  AM 


FAX  NO. 


P.  11/18 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE  ES 
W.O.  #75051 


Micro  Log  In    69  5  6  4 
Total  Samples  1  3 
Date  Sampled  6/4/1999 
Data  Received  6/4/1  99  9 
Date  Analyzod  6/7/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

BRET  21 

Micro 

69564-01 

1 

SINK  FOUNTAIN 
ROOM  D17A,  1ST  OR  AW 

2 

Client 

BRET  71 

Micro 

69564-02 

1 

SINK  FOUNTAIN 
ROOM  115, 1ST  DRAW 

5 

Client 

BRET  27  1 

Micro 

69564-03 

8 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  SA,  1ST  DRAW 

Client 

BRET  32  1 

Micro 

69564-04 

9 

SINK  DRINKING  FOUNTAIN 
ROOM  IB,  1ST  DRAW 

1 

Client 

BRET  34  1 

Micro 

69564-05 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  2B,  1ST  DRAW 

4 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  far  lead  an; 


Analyst: 


TT 


g  wator  by  the  California  Departmont  of  Health  Sorvices.  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certiiicate  #1037.  Samples  are  analyzed  by  Platlorm  Graphite  Furnace  Atomic  Absorplion  Spectrometry  In 
accordanco  with  MBthod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1fllh  edition,  1992,  American  Public  Hoalih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  cxcopt  in  lull,  with  me 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzod.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  64608  -  (510)  65S-0824 


JUN-08-99  TUE  10:29  AM 


FAX  NO. 


P.  12/11 


Pago  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE  ES 
W.O.  #75051 


Micro  Log  In    6  9  564 
Total  Samples  1  3 
Date  Sampled  6/4/1999 
Dato  Rocalved  6/4/1999 
Date  Analyzed  6/7/199  9 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  36  I 

Micro 

69564-06 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  4B,  1ST  DRAW 

4 

Client 

BRET  38  I 

Micro 

69564-07 

1 

SINK  DRINKING  FOUNTAIN 
ROOM  205, 1ST  DRAW 

7 

Client 

BRET  40  I 

Micro 

69564-08 

1 

DRINKING  FOUNTAIN 
ROOM  202,  tST  DRAW 

2 

Client 

BRET  45  I 

Micro 

69564-09 

1 

DRINKING  FOUNTAIN 

HALL  BY  ROOM  014, 1ST  DRAW 

1 

Client 

BRET  46  I 

Micro 

69564-10 

4 

1 

DRINKING  FOUNTAIN 

HALL  BY  ROOM  010, 1ST  DRAW 

Technical  Supervisor:  L. 


Analyst: 


TT 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  (e^re^DAJyftiBTrrflrinking  water  by  the  California  Departmont  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18lh  edition,  1992,  American  Public  Health 
Association,  American  Waiar  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  analyzod.  Unit  explanation;  ppb  *  parts  per  billion. 


5900  HOLLfS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  •  (510)  653-0824 


juN-uH-yy  'rut  iu:*ju  An 


FAX  NO. 


P.  13/18 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  95  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  ES  Dale  Sampled  e/4/199  9 

San  Francisco,  CA  94124  W.O.   #75051  Daio  Received  6/4/1 99  9 

Dale  Analyzed  6/7/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  47  1 

Micro 

69564-1 1 

1 

DRINKINQ  FOUNTAIN 

HALL  BY  ROOM  TBO,  1ST  DRAW 

<  1 

Client  |             BRET  48  J 

Micro 

69564-12 

1 

DRINKING  FOUNTAIN 

HALL  BY  ROOM  T52. 1ST  DRAW 

9 

Client 

BRET  35  I 

Micro 

69564-13 

1  0 

1 

- 

SINK  DRINKING  FOUNTAIN 
ROOM  SB,  1ST  DRAW 

Technical  Supervisor: 


Farld  Rame 


6/7/l999_  Ana|yst: 


TT 


Dale  Reported 


iwalar  by  the  California  Department  of  Hearth  Services.  Environment: 
Byxeri  by  Platform  Graphite  Furnace  Alomic  Absorption  Spectrometry  In 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  load  an 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  SampleBl 

accordance  with  MoLhod  31138  (Standard  Methods  for  tho  Examination  o<  Water  and  Wastewaier,  18th  edition.  19B2.  Amorlean  Public  Hoalih 
Assceialion,  Amorlean  Water  Worfts  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproducod  excepl  in  lull,  with  Iho 
approval  of  Micro  Analytical  Laboratorios,  Inc.,  and  pertains  only  to  the  samples  analysed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 
1063  PROJECT:  Micro  Log  In    4  7783 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  HILLCREST  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  _  .  Q  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

HILLCREST  #1 

Micro 

47783-01 

10.6 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C90 
FIRST  DRAW 

Client 

HILLCREST  #2 

Micro  47783-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

2.6 

1.0 

Client 

HILLCREST  #3 

Micro 

47783-03 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C94 
FIRST  DRAW 

7.0 

Client 

HILLCREST  #4 

Micro 

47783-04 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

4.4 

Client 

HILLCREST  *5 

Micro 

47783-05 

9.1 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C92 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead/analysls  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HILLCREST  ES 


Micro  Log  In    47  78  3 
Total  Samples  1  0 
Date  Sampled  8/23/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

HILLCREST  #6 

Micro 

47783-06 

58.5 

2.2 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #7 

Micro 

47783-07 

1  8.6 

1.0 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

Client 

HILLCREST  #8 

Micro 

47783-08 

1.0 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

9.3 

Client 

HILLCREST  #9 

Micro 

47783-09 

33.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #10 

Micro  47783-10 

BLANK 

1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao^na^isis~rn-dTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


/Tjv  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598 

8  J9  Striker  Avenue,  Suite  8    Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  9}]. 9600 


FAX  (650)  364-9233 
FAX  (SlO)  988.9673 
FAX  (9l6)  921-0100 


■>                 "  '                                                   "  "  •;?).,H!5!WI1J'I11IIUIIIIIII 

 1iliililillllllimiHIIIIIII!l"l!!!!!'!!!!:!!lJ!::=:=:====:=i;=:i 

III  SFUSD 

ill  1551  NewcombAve.,  Rm.  1Q3 
Hi  San  Francisco,  CA  94124 

>■■-..;-.    .           -•-  :..   -  s^nwiiiiiuiiui'i1  ••                         ,mi  mm  -    -    -    -          ,  iiuimiiiiii;..-T:==-=:---:— -- -z 

=:;::;.:iMi,M„ii1iiiiiiii  iiiiSiS^~Hg-rc-35-''3»^^ 

Client  Prpj.  ID:     Hillcrest  ES                                   Sampled:  10/03/97  i| 

Received:  10/09/97  i 

LabProj.  ID:  9710494                                         Analyzed;  see  below  J! 

19 

is  Attention;      Bruce  Giannini 

:jiiwi||ii||iiiiii|iiinilliiiiiiittrjiasiMa^ir  ^-r.                ■  :;:f:;ee:e:h 

=!^mauii>iiiiiiniMiitiiii: 

e:  -  ',,'iiiiiiDiinii 

Reported:  10/14/97  |j 

wnntiKWUMiuau        .  :    -  :i.niiii:jiHilll(»ilJliiBUi=s=s== 

LABORATORY  ANALYSIS 

~==^~           i  mm  i 

Anelyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710494-01 

Sample  Desc  .  LIQUID, Hillcrest  6-A 

Lead 

ma/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-02 
Sample  Desc  :  LIQUlD,Hillcre&t  6-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-03 
Sample  Desc  :  LIQUID,Hlltcrest  6-C 

Lead 

mg/L 

10/13/97 

0-0050 

N.D. 

Lab  No:  9710494-04 
Sample  Desc  :  uQuiD, Hillcrest  7-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-05 
Sample  Desc  :  LIQUID,Hillcrest  7-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710494-06 
Sample  Desc  :  UQUID,Hillcrest  7-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Lab  No:  9710494-07 

Sample  Desc  :  LIQUID.Hillcrest  7-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Analytes  reported  As  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pago 


10/14/97     11:58         TX/RXN0.0298  P. 028 


997 


l  :  u 


nQPK 


ST\  Sequoia 
Analytical 


680  Che»pe»ke  Drive  Redwood  City,  CA  94063 

404  N.  Wigei  Line  Walnut  Creek.  CA  94598 

819  Striker  Avenue,  Suite  6     Sacramento,  CA  95834 


13  U.  ( 

(650)  364-9600 
(510)  988 -9600 
(916)  921-9600 


67    P.  29/76 

FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


lAMUIMnlUS! 

fsFusD 

III  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

II  Attention:     Bruce  Giannini 


nifflWIWiullilillillill-Ml". 


Client  Proj.  ID:  Hlllcrest  ES 
Lab  Pro).  ID:  9710494 


^;i!i!i«!iii;iiiiiiiliiililili!llili!n:;s 


•  ""'inimnMlli^acs: "•'•.•i:nilli!,l 

Sampled:  10/03/97  i 
Received:  10/09/97  I 
Analyzed:  see  below  | 


Reported:  K 

  ■•>'  Illllllillllli'l.r, 

^.'"lllirillllllllllll  ITiTT- 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO:  9710494-08 

Sample  Desc  :  UQUID.HIIIcrest  Blank 

Lead 


mg/L 


10/13/97 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


St 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 029 


SEP.  2.  1  997  1  2:28PM  NO.  5427     P.  16/26 

SPflllOlil              680  Chet»j>e»te  Drive  Redwood  City,  CA  94063  (650)  364-9600         fAX  (650)  364-9133 

404  N.  W.gei  L»nc  Walnut  Creek,  CA  94598  (510)  988-9600        FAX  (510)  988-9673 

^j^rjjy^j^rjj          819  Striker  Avenue.  Suiee  8  Sacramento,  CA  95834  (916)  921-9600        FAX  (9 1 6)  911-0100 


IBS! 

§  SFUSD 
g  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

HI 
■ 

|  Attention     Bruce  Ganninj 


Cileht  Prpj.  ID:  Hilltop 
Lab  Proj.  ID:  9708D10 


Sampled:  08/25/97  !! 
Received:  08/25/97  § 
Analyzed:  see  below  ~ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:          9708D 10-01 
Sample  Desc :  LIQUID,  Hilltop  1 

Lead 

ma/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D10-02 

Sample  Desc :  DQUlD.Hilltop  i  Duplicate 

Lead 

ma/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-03 
Sample  Desc :  UQUID,HilHop  2 

Lead 

mg/L 

08/28/97 

O.OQ50 

N.D. 

Lab  No:  9708D10-O4 

Sample  Desc  :  LIQUID,Hilltop  3  Blank 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D10-05 
Sample  Desc :  UQUID.Hilltop  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0078 

Lab  No:  9708D10-06 
Sample  Desc :  UQUID.Hilltop  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  97Q8D10-07 
Sample  Desc :  LIQUID, Hilltop  6 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

V 


Anafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/02/97    13:23         TX/RX  NO. 9346         P. 018  ■ 


SEP.  2.  192?  i 2 : 28PM 


luoia 


Analytical 


680  Chesapeake  Drive 

404  N.  Wlgei  Lane 

619  Striker  Avenue,  Suite  8 


NO.  5427     F.  [2/26 


Redwood  City.  CA  94063 
Walnut  Creek,  CA  94598 
Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  964-9233 
FAX  (510)  988-9673 
FAX  (9)6)921-0100 


1 SFUSD 
1 1551  NewcombAve.,  Rm.  103 
S  San  Francisco,  CA  94124 

!!!  Attention:     Bruce  Glannini 


"Client  Proj-  ID:  HBItop 
LabProj.  ID:  9708D10 


-.miiiHiiiiiSiiililliy '  — Hi 


Sampled:  08/25/97 
Received:  08/25/97  g 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Dale 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D10-08 
Sample  Desc :  LIQUID.Hilrtop  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:         9708D 10-09 
Sample  Desc :  UQUID,HilKop  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-10 
Sample  Desc  :  UQUID.Hilltop  S 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-11 
Sample  Desc  :  UQUID.Hilltop  10 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-12 
Sample  Desc :  UQUID.Hilltop  11 


Lead  mg/L  08/26/97  0.0050  0.044 


AnaJytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#i2io 


09/02/97    13:23         TX/RX  NO. 9346         P. 019  | 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  DateSampied  8/27/97 

San  Francisco,  CA  94124  _  ,  D 

'  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

H.  HOOVER  1 

2.9 

1.0 

Micro  48051-01 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  2 

7.1 

1.0 

Micro  48051-02 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  3 

3.0 

1.0 

Micro  48051-03 

DRINKING  FOUNTAIN 
C9C 

FIRST  DRAW 

Client 

H.  HOOVER  4 

2.4 

1.0 

Micro  48051-04 

DRINKING  FOUNTAIN 

CSC 

FIRST  DRAW 

Client 

H.  HOOVER  5 

5.7 

1.0 

Micro  48051-05 

DRINKING  FOUNTAIN 
CSC 

FIRST  DRAW 

.  / 

Technical  Supervisor:  1 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo>4ead'analysisNHn^djT)»king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  Date  Sampled  8/27/97 

San  Francisco,  CA   94124  ^  .  n  . 

'  Date  Received  9/3/9  7 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb)  ~ 


Client 

H.  HOOVER  6 

3.2 

1.0 

Micro  48051-06 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  7 

2.4 

1.0 

Micro  48051-07 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  8 

1 .7 

1.0 

Micro  48051-08 

DRINKING  FOUNTAIN 

C9G 

FIRST  DRAW 

Client 

H.  HOOVER  9 

2.1 

1.0 

Micro  48051-09 

DRINKING  FOUNTAIN 

C93 

FIRST  DRAW 

Client 

H.  HOOVER  10 

1  .3 

1.0 

Micro  48051-10 

DRINKING  FOUNTAIN 

C93 

FIRST  DRAW 

Technical  Supervisor: 


.7Z 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f dr-toad'  ana"lyws4n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    480  51 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  Date  Sampled  8/27/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

H.  HOOVER  12 

1 .5 

1.0 

Micro  48051-11 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  13 

3.7 

1.0 

Micro  48051-12 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  14 

1 .9 

1.0 

Micro  48051-13 

DRINKING  FOUNTAIN 
B18 

FIRST  DRAW 

Client 

H.  HOOVER  15 

6.5 

1.0 

Micro  48051-14 

SINK  FAUCET 
B18 

FIRST  DRAW 

Client 

H.  HOOVER  16 

3.4 

1.0 

Micro   48051  -1 5 

SINK  FAUCET 
B18 

FIRST  DRAW 

Technical  Supervisor: 


*JS — 1 


/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  >sn d>»oking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample^  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HERBERT  HOOVER  MS 


Micro  Log  In    4  8  0  51 
Total  Samples  2  1 
Date  Sampled  8/27/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

H.  HOOVER  17 

Micro  48051-16 

SINK  FAUCET 
B18 

FIRST  DRAW 

3.0 

1.0 

Client 

H.  HOOVER  18 

Micro  48051-17 

SINK  FAUCET 
B18 

FIRST  DRAW 

11.4 

1.0 

Client 

H.  HOOVER  19 

Micro  48051-18 

SINK  FAUCET 
B18 

FIRST  DRAW 

1 .9 

1.0 

Client 

H.  HOOVER  11 

Micro  48051-19 

WATER  FAUCET 
30B 

FIRST  DRAW 

2.6 

1.0 

Client 

H.  HOOVER  20 

Micro  48051-20 

SINK  FAUCET 
B18 

FIRST  DRAW 

1 .8 

1.0 

Technical  Supervisor 


:1A 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  fa^jnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


ftPK-^U-yy  hKl  Ul : 4Y  pn 


FAX  NO. 


P.  02/03 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE  ES 
PROJECT  NO.  B-2243 


Micro  Log  In    6  8  2  9  0 
Total  Samplos  4 
Dale  Sampled  4/29/99 
Date  Received  4/29/99 
Data  Analyzed  4/30/9  9 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


HARTE  21  I 


Micro  68290-01 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXT. 
1ST  DRAW 


<  1 


Client 


HARTE  31 


Micro  68290-02 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA  C96 
1ST  DRAW 


Client 


HARTE  37  I 


Micro  68290-03 

WATER  FAUCET 

EXT.  VEQ.  GARDEN  (RM  210) 

1ST  DRAW 


Client 


HARTE  BL  I 


Micro  68290-04 

BLANK 


<  1 


Technical  Supervisor: 

Farid  RameiaA^adehT1 
Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  ir 


Analyst: 


TT 


r  by  the  California  Department  of  Health  Services,  Envlronmsnlal 


Laboratory  Accreditation  Program  (ELAP),  Certilicate  #1037.  Samplos  are  analyzed  by  platform  Graphite  Furnace  Atomic  Absorpllon  Spectrometry  in 
accordance  with  Mothod  3113B  (Standard  Method*  for  the  Examination  of  Walar  and  Wastewater,  18th  edition,  1992,  American  Public  Httllh 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull  with  iho 
approval  ot  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  nnalyzod.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    48  051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  DateSampied  8/27/97 

San  Francisco,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(PPb) 

Client 

H.  HOOVER  21 

Micro 

48051-21 

BLANK 

<     1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inaTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


luoia 


(J\  Seqi 
~  Analytical 


680  Che»p«:akc  Drive  Redwood  City.  CA  9*063       (650)  364-9600         FAX  (650)  S64-9233 

404  N  Wlget  L»ne  Walnut  Creek.  CA  94598      (510)  988-9600        FAX  (5 10)  986-9673 

SlSSmkerAvenue,  Smu?  8    Sacramento,  CA  95834        (916)  921-9600        FAX  (916)  921-0100 


.  _:^.i=^^i^!i:^s:!i!f:irT;RS^SSikai£.L_.  : . in::;:;;?'*^!^ :  :  •  -  •  limttigsl  .  

1  SFU?D  Client  Proj.  ID:     Hutch  Community  Center 

1 1551:  Newcomb  Ave.,  Rm.  103 

ii  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710H20 

'"  Attention:      Bruce  Glannini 

•  ••  i -—  rr   :'!:i'iiiiiilimili  I.,  rs:.— 

■.sbox!  ilium        i        ,  . .1, 


~5i»;iinilllUllnii!iii 


 ;; 


Sampled:  10/30/97 
Received:  10/30/97 
Analyzed:  see  below 

Reported:  11/06/97  I 

l^=:==s=^::;:J!::miiiiiniii;;;,,;mr-~:.;- " 


LABORATORY  ANALYSIS 


Analyte 

I 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9710H20-01 
Sarnie  Desc  :  LIQUID,  1 

i           l  pari 

mn  /L 

1 1 /n^  ten 

□  0050 

N  D 

Labl^lo:  9710H20-02 
Sample  Desc :  UQUID.2 

I 

i  LcaU 

o  no^n 

UaUUJU 

kj  n 

Lab  No  9710H20-03 
Sample  Desc :  LIQUID.3 

j  Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Lab  No.  9710H20-04 
Sample  Desc :  LIQUIDS 

!  Lead 

mg/L 

11/03/97 

0.OO50 

N.D. 

Lab  No:  9710H20-05 
Sample  Desc :  LIQUID.5 

i 

Lead 

mg/L 

11/03/97 

0.0050 

0.058 

Lab  No:  9710H20-06 

Sample  Desc :  LIQUID.6 

i 

Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Lab  No:  9710H20-07 
Sample  Desc :  LIQUID,? 

i  Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Analytes  (sported  as  N.D.  were  not  present  above  trie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 

Sheila  Fjynn 
Project  Manager 


Page: 


11/06/97     16:42         TX/RX  NO .0762  P. 002 


loia 


£J\  Sequ( 

Analytical 


I SFU  3D 


1  1551 


=-!t?n,milllhllli:iUiIi:''!^-;:;:! 


Newcomb  Ave.,  Rm.  103 


In  San  Francisco,  CA  94124 


|_AtteAtl 


tlon:     Bruce  Giannini 


680  Chewpeike  Drive  Redwood  Cliy,  CA  94063       (<S50)  364-9600  FAX  (650)  964-9233 

404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (5l0)  988-9#X>         FAX  (510)  986-9673 

819  Striker  Avenue.  Suite  8    Sxramenio,  CA  95834         (9 1 6)  921-9600         FAX  ($16)  921-0100 


 niu.aiia-===;=L== -  -  •-  „•,»  imiiilliii.n.:r !:;;-: 

'"•wiiwilllllllli^  

Client  Proj.  ID:  Hutch  Community  Center 
UbProj-lD:  9710H20 


awBmiuiiiillillili;iii;«  


WlllUlllllUi 


Sampled:  10/30/97  g 
Received:  10/30/97  1 
Analyzed:  see  below  '" 


Reported:  11/06/97 


Analirte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  Mo:  9710H20-08 
Sample  Desc :  UQUID.e 

I  Lead 


mg/L 


11/03/97 


0.0050 


N.D 


Lab  No: 
sample 


9710H20-09 
Desc :  UQUID,9 

Lead 


mg/L 


1 1 /03/97 


0.005O 


N.D. 


Lab  No:  9710H20-10 
Sample  Desc  :  LIQUID.9  (duplicate) 

!  Lead 


mg/L 


11/03/97 


0.0050 


N.D. 


Lab  No:  9710H20-11 
Sample  Desc ;  UOUID.io 

Lead 


mg/L 


11/03/97 


0.0050 


N.D. 


Lab  No:  9710H20-12 
Sample  Desc  :  LIQUID,  n  (blank) 


Lead 


mg/L 


1 1 /03/97 


0.0050 


N.D. 


i 
i 


i 

Anaiytes (reported  as  N.D  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


11/06/97    16:42         TX/RX  NO. 0762         P. 003 


DEC.  1  3.  1  997  3:43PM 


NO.  994  1     P.  2/1 


/7\  Sequoia 
Analytical 


690  Chesapeake  Drive 

404  N.  Wiget  Lane 

819  Striker  Avenue,  Suite  8 


Redwood  Gry,  CA  94063 
Walnul  Creek.  CA  94598 
Sicnunemo.  CA  95834 


(650)  364*9600 
(510)  988-9600 
(916)  921-9600 


PAX  (650)  364.9233 
FAX  (510)  988-9673 
FAX  (916)  911-0100 


.-.'lilliiSlW 


.nji;.r..:...::.       / ■....suiiiiiihim!:::: 

| SFUSD 
%  1551  Newcomb  Ave.,  Rm.  103 
II!  San  Francisco,  CA  94124 

1 

1  Attentton^     Bruce  Giannini 


"ii'tmiiiiiiiiiimiii'v — r-===== 

•     "      •DMiliUW«!!i>.  . 


: : i L ^ , > i < . . I i tUli iUltiH llfllllk I L 


Client  Proj.  ID;  Hutch  Community 
Lab  Proj.  ID:  9712754 


MIIIHIIIIIimiln.j,  :•' 


Sampled:  1 2/11/97 
Received;  12/12/97  | 
Analyzed:  see  below  i 


Reported:  12/18/97 


._IB 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712754-01 
Sample  Desc ;  LiaUID,9*r 

SA 

Lead 

mg/L 

12/17/97 

0.0050 

0.018 

Lab  No.  9712754-02 
Sample  Desc :  LIQUID,*-*- 

56 

Lead 

mg/L 

12/17/97 

0.0050 

0.014 

Lab  No:  9712754-03 
Sample  Desc .  LIQUID, 

sc. 

Lead 

mg/L 

12/17/97 

0.0050 

0.062 

Lab  No:         9712754-04        _  „ 
Sample  Desc :  LIQUID,«V8-Dup  5 

Lead 

mg/L 

12/17/97 

0.0050 

0.084 

Lab  No:  9712754-05 
Sample  Desc :  LIQUID, Blank 

Lead 

mg/L 

12/17/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn  / 
Project  Manager/ 


Pago 


12/18/97  15:44 


TX/RX  NO. 1483 


P. 002 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  INTN'L 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7412 

S.F.U.S.D.  Total  Samples  6 

STUDIES  ACADEMY  DateSampled  8/13/97 

Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47412-01 

DRINKING  FOUNTAIN 
CORRIDOR  C-90  FIRST  FLOOR 
FIRST  DRAW 


6.0 


1.0 


Client 


Micro  47412-02 

DRINKING  FOUNTAIN 
CORRIDOR  C-90  SECOND  FLOOR 
FIRST  DRAW 


<  1.0 


1.0 


Client 


Micro  47412-03 
SINK  FAUCET 

KITCHEN  AREA  035,  BASEMENT 
FIRST  DRAW 


2.7 


1.0 


Client 


Micro  47412-04 

DRINKING  FOUNTAIN 

BY  ENTRANCE  TO  THE  GYM 

FIRST  DRAW 


3.7 


1.0 


Client 


Micro  47412-05 

DRINKING  FOUNTAIN 
CORRIDOR  C-90 
FIRST  DRAW 


10.0 


1.0 


Technical  Supervisor:  "T  %z±z~i ><5^~~^>=r^         9/7/97  Analyst:   E5  

Farid  ^mezanj^deb^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  Calilornia  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certilicate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation,  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  INTN'L 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47412 

S.F.U.S.D.  Total  Samples  6 

STUDIES  ACADEMY  Date  Sampled  8/13/97 

Date  Received  8/15/97 
Date  Analyzed  8/15/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

BLANK 

47412-06 

<     1 .0 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-ahaly^isjnJjrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  NURSERY  (CC) 


Micro  Log  In    4  7  7  8  6 
Total  Samples  9 
Date  Sampled  8/22/97 
Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

JEFFERSON  CC  1 

Micro  47786-01 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

3.3 

1.0 

Client 

JEFFERSON  CC  2 

Micro  47786-02 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

2.8 

1.0 

Client 

JEFFERSON  CC  3 

Micro  47786-03 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

4.1 

1.0 

Client 

JEFFERSON  CC  4 

Micro  47786-04 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

33.2 

1.0 

Client 

JEFFERSON  CC  5 

Micro  47786-05 

SINK  FAUCET 
BATHROOM  2 
FIRST  DRAW 

1 .6 

1.0 

Technical  Supervisor: 


8/31/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forNtead_aj5blysis  in  drinking  water  by  the  California  Department  ol  Health  Servicos.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1 8th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  8  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  NURSERY  (CC)  Date  Sampled  8/22/97 

San  Francisco,  CA  94124  '.  _    .  . 

'  Date  Received  8/2  6/9  7 

Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample 

ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  CC 

6 

Micro  47786-06 

SINK  FAUCET 
BATHROOM  3 
FIRST  DRAW 

1 .3 

1.0 

Client 

JEFFERSON  CC 

7 

Micro  47786-07 

WATER  FAUCET 
OUTSIDE  FOUNT.  1 
FIRST  DRAW 

1 .2 

1.0 

Client 

JEFFERSON  CC 

8 

Micro  47786-08 

WATER  FAUCET 
OUTSIDE  FOUNT.  2 
FIRST  DRAW 

31.4 

1.0 

Client 

JEFFERSON  CC 

9 

Micro  47786-09 

SINK  FAUCET 
BUNGALOW 
FIRST  DRAW 

3.3 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


OCT.  14.  1  937  1  2 : 2 1 FM 


uoia 


Analytical 


680  Chesapeake  Drive 

404  N.  Wiget  Lane 

819  Striker  Avenue,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  94S98 
Sacmmento,  CA  95B34 


BU.  f  1  0 


(650)  364-9600 
(510)  98B.9600 
(916)  921-9600 


64/76" 


FAX  (650)  364-9233 
FAX  (510)  983-9673 
FAX  (916)  911-0100 


iim!!ws=s;pir.  "'  ■            1   -•jiiii       ■  iHMiy — r  nil         mini   miiis~^a?nnir^====^(niua^ — -awiimz  \ ,  -     nun  >-=^=™r===jwiir  awyj^^a 

SiSFUSD  Client  Proj.  ID:    Jefferson  CC  Sampled:  10/01/97  Hi 

jjj  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  « 

San  Francisco,  CA  94124  Lab  Proj.  ID:  9710481  Analyzed:  see  below  I 


jjj  Attention:     Bruce  Gianninl 

sssHawUiist — •Jt,«imibME---r:iH»ili  .     -    ,<hiii-     *  -,-  mxz-rss*  wiua  hi,   -mm         :>»,  -  :rr  -q»*T-  ==jf  -  <tpmn  -ssssiiiib.  „  v«w 


Reported:  10/14/97  Oj 

^imiilrr-rT^r.iiiinlte-  BIb= 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710481-01 

Sample  Desc  :  LIQUID, Jefferson  CC  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710481-02 

Sample  Desc  :  LIQUID, Jefferson  CC  4-B 

Lead 

mfj/L 

10/11/97 

00050 

N.D. 

Lab  No:  9710481-03 

Sample  Desc  :  UQUID, Jefferson  CC  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710481-04 

Sample  Desc :  LlQUIDrJefferson  CC  4-C  duplicate 

Lead 

mg/L 

10/11/97 

0.0050 

0.0050 

Lab  No:  9710481-05 

Sample  Desc :  LIQUID,Jefferson  CC  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

ND. 

Anatytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page 


10/14/97     11:58         TX/RXN0.0298         P. 064  ■ 


Auu-^u-yy  kki  113:49  m 


FAX  NO. 


P.  15/18 


Pag*      1   of  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    7216  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  toui  sampios  5 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  CC  Date  Sampled  8/5/1999 

San  Francisco,  CA  94124  PROJECT  NO.  B-3581  Date  Record  e/1 2/1999 

Date  Analy»d  6/16/1999 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  4  1 

Micro 

72168-01 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

2 

1 

Client 

JEFFERSON  4  II 

NOT  ANALYZED 

Micro 

72168-02 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

Client 

JEFFERSON  6  1 

Micro 

72168-03 

1 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

<  1 

Client 

JEFFERSON  6  II 

NOT  ANALYZED 

Micro 

72166-04 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

Client 

JEFFERSON  BL  I 

NOT  ANALYZED 

Micro 

72168-05 

SINK  FAUCET 
KITCHEN 
1ST  DRAW 
0  FLUSH  TIME 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  ie  accredited  (or  load  analytic  in  drinklno/weUjr  by  the  California  Department  of  HoaMh  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzod  by  Platform  Graphite  Furnace  Atomic  Absorption  Spociromotry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Wator  and  Wastewater,  I8th  edition,  1992,  American  Public  health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  part*  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  ES 


Micro  Log  In    4  7  5  2  5 
Total  Samples  30 
Date  Sampled  8/18/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  C.C.  1 

2.7 

1.0 

Micro  47525-01 

SINK  DRINKING  FOUNTAIN 
ROOM  108 

Client 

JEFFERSON  C.C.  2 

1 .6 

1.0 

Micro  47525-02 

SINK  DRINKING  FOUNTAIN 
ROOM  106 

Client 

JEFFERSON  C.C.  3 

2.4 

1.0 

Micro  47525-03 

DRINKING  FOUNTAIN 
HALL -1ST  FLOOR 

Client 

JEFFERSON  E.S.  4 

4.9 

1.0 

Micro  47525-04 

SINK  DRINKING  FOUNTAIN 
ROOM  104 

Client 

JEFFERSON  E.S.  5 

2.0 

1.0 

Micro  47525-05 

SINK  DRINKING  FOUNTAIN 
ROOM  102 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead__a^iaJysisTr>'cirinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  2  5 
Total  Samples  30 
Date  Sampled  8/18/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S.  6 

1.6 

1.0 

Micro  47525-06 

SINK  FAUCET 
TEACHERS  LOUNGE 

Client 

JEFFERSON  E.S.  7 

1.2 

1.0 

Micro  47525-07 

DRINKING  FOUNTAIN 
CAFETERIA 

Client 

JEFFERSON  E.S.  8 

<       1  .0 

1.0 

Micro  47525-08 

SINK  FAUCET 
ROOM  8 

Client 

JEFFERSON  E.S.  9 

7.1 

1.0 

Micro  47525-09 

SINK  DRINKING  FOUNTAIN 
ROOM  101 

Client 

JEFFERSON  E.S.  10 

1.9 

1.0 

Micro  47525-10 

SINK  DRINKING  FOUNTAIN 
ROOM  103 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    475  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  DateSampied  8/18/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  9/9  7 

Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

JEFFERSON   E.S.  11 

Micro 

47525-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  105 

9.6 

Client 

JEFFERSON  E.S.  12 

Micro 

47525-12 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  209 

3.2 

Client 

JEFFERSON  E.S.  13 

Micro 

47525-13 

1.0 

DRINKING  FOUNTAIN 
HALL  -  2ND  FLOOR 

3.0 

Client 

JEFFERSON  28 

Micro 

47525-14 

21.2 

1.0 

DRINKING  FOUNTAIN 
HALL  -  3RD  FLOOR 

Client 

JEFFERSON  BL 

Micro 

BLANK 

47525-15 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  Calitornia  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4752  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _  .  _    .  . 

Date  Received  8/19/97 
Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

JEFFERSON  E.S  .  14 

2.2 

1.0 

Micro  47525-16 

SINK  DRINKING  FOUNTAIN 
ROOM  212 

Client 

JEFFERSON   E.S.  15 

3.7 

1.0 

Micro  47525-17 

SINK  DRINKING  FOUNTAIN 
ROOM  213 

Client 

JEFFERSON  E.S.  16 

4.1 

1.0 

Micro  47525-18 

SINK  DRINKING  FOUNTAIN 
ROOM  211 

Client 

JEFFERSON  E.S.  17 

16.2 

1.0 

Micro  47525-19 

SINK  DRINKING  FOUNTAIN 
ROOM  210 

Client 

JEFFERSON  E.S.  18 

7.3 

1.0 

Micro  47525-20 

SINK  DRINKING  FOUNTAIN 
ROOM  208 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaO-analy^ts-in-dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  5  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _  t  _    .  . 

Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S.  19 

3.2 

1.0 

Micro  47525-21 

SINK  DRINKING  FOUNTAIN 
ROOM  206 

Client 

JEFFERSON  E.S.  20 

2.5 

1.0 

Micro  47525-22 

SINK  DRINKING  FOUNTAIN 
ROOM  204 

Client 

JEFFERSON  E.S.  21 

40.6 

1.0 

Micro  47525-23 

SINK  DRINKING  FOUNTAIN 
ROOM  202 

Client 

JEFFERSON  E.S.  22 

8.4 

1.0 

Micro  47525-24 

SINK  DRINKING  FOUNTAIN 
ROOM  201 

Client 

JEFFERSON  E.S.  23 

1.0 

Micro  47525-25 

SINK  DRINKING  FOUNTAIN 
ROOM  203 

9.9 

Technical  Supervisor:     iL  /Cg— ^   9/5/97   Analyst:   ™  

Farid  RamezartradenTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leScTfnalysis  in  drinking  water  by  the  California  Department  ol  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  ES 


Micro  Log  In    4  7  5  2  5 
Total  Samples  30 
Date  Sampled  8/19/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/24/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

JEFFERSON  E.S.  24 

Micro 

47525-26 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  205 

4.7 

Client 

JEFFERSON  E.S.  25 

Micro 

47525-27 

14.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  207 

Client 

JEFFERSON  E.S.  26 

Micro 

47525-28 

3.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  27 

Micro 

47525-29 

21.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  BL 

Micro 
BLANK 

47525-30 

<      1 .0 

1.0 

Technical  Supervisor: 


Farid  Rame 


/5/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~anafysis  in  cfrlriKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


CCT.  14.  1  997  12:28PM 


Sequoia 
Analytical 


6B0  Chesapeake  Drive 

104  N.  \%et  Lartt 

•  '9  Striker  Avenue.  Suite  * 


Redwood  City,  CA  94063 
Walnut  Creek,  CA  945M 
Sacramemo.  CA  95834 


NO.  7167     F.  7: 


(650)  364-9600 
(510)  988-9600 
(916)  n  1-9600 


FAX  (650)  364-9233 
FAX  (510)  Mg-9673 
FAX  (916)  921-0100 


!  1551  Newcomb  Ave.,  Rm.  ioa  Ctom  Pr°'' ,D;  ^r^'^-^^^^^&^ 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710478  SSESE^S  I 

Analyzed:  see  below  gj 


|Attantion:     Bruce  Giannini  --y*ea:  see  below  | 


Analyte 


LABORATORY  ANALYSIS 

Units 


Date 
Analyzed 


Detection 
Limit 


Lab  No:  9710478-01 

Sample  Desc :  UQUID, Jefferson  E.S.  17-A 


Lead 


Lab  No:  971 0478-02 

Sample  Desc :  LlQUID,Jefferson  E.S.  17-B 


mg/L 


10/11/97 


0.0050 


Lead 


Lab  No:  9710476-03 

Sample  Desc  :  LIQUID,Jeflerson  E.S.  17-C 


mg/L 


10/11/97 


0.0050 


Lab  No:  9710478-05 
Sample  Desc :  UQUID,Jeffereon  E.S.  21-B 

 Lead 

Lab  No:  9710478-06 

Sample  Desc  :  UQuiD,Jefferson  E.S.  21-C 

 Lead 

Ub  No:  9710478-07 

Sample  Desc :  UQUID.Jefferson  E.S.  25^ 

Lead 


mg/L 


mg/L 


mg/L 


10/11/97 


0.0050 


10/11/97 


0.0050 


10/11/97 


00050 


Sample 
Results 


N.D. 


N.D. 


N.D. 


0.026 


N.D 


Analyt*  reported  aS  N.D.  w*re  not  preset  above  the  stated  limit  of  detectio, 

SEQUOIA  ANALYTICAL.  ELAP#1210 


Sheila  Flynn 
Project  Managei 


Page 


10/14/197     1  1:58         TX/RXN0.0298  P. 073 


OCT.  14.  1997  12: 29PM 

fk\  Sequoia 
"  Analytical 


"NO.  7 1 67~*  P.  74/76" 


680  Chesapeake  Drtve  Redwood  City,  CA  94063 

404  N.  Wigct  Lane  Walnut  Creek,  CA  94598 

6(9  5trik<r  Avenue,  Suite  8    Sacramento,  CA  95634 


(650)  364.9600 
(510)  9*8-9600 
(916)  911-9600 


FAX  (650)  364-9253 
FAX  (510)  9BB-9673 
FAX  (916)  921-0100 


-  \  ssemili    ■  ■.  wim.;. --:;iiiih,::      "inn.; -~==~iii;is;=^!:iiiL=_-  v.wmh-—  ••■-;:M(l^r^;;iiii:ifc===5i;iy^  "•:'.:iilii-F=:==iaini:asH=ifc=_!'Jliifc:--;.-^iiii,,i  3=  rihIb—^: 

=  SFUSD                                    Client  Proj.  ID:    Jefferson  ES  Sampled:  10/03/97  |£ 

yi  1551  Newcomb  Ave.,  Rm.  103  Received.  10/09/97  | 

iii  San  Francisco,  CA  94124                Lab  Proj.  ID:  971 0478  Analyzed:  see  below  jjj 


iil  Attention.     Bruce  Giannini  , 


Reported:  10/14/97 

LABORATORY  ANALYSIS 


Analyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710478-08 

Sample  Desc  :  LIQUID,Jefferson  E.S.  25-B 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-09 

Sample  Desc :  LIQUlD.Jefferson  E.S.  25-C 

Lead  mg/L 

10/11/97 

0.0050 

0.0080 

Lab  No:  9710478-10 

Sample  Desc  :  LIQUID.Jetterson  E.S.  25-C  (dup) 

Lead  mg/L 

10/11/97 

0.0050 

0.0070 

Lab  No:  9710478-11 

Sample  Desc  :  LIQUlD,Jefferson  E.S.  Blank 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


7 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
KATE  KENNEDY  CC 


Micro  Log  In    4  7  4  2  2 
Total  Samples  1  1 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/21/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

<       1  .0 

1.0 

Micro 

BLANK 

47422-01 

Client 

2 

<       1  .0 

1.0 

Micro  47422-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO 

CAFETERIA 

FIRST  DRAW 

Client 

3 

1  .8 

1.0 

Micro  47422-03 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  OUTSIDE  OF 
CAFETERIA  SOUTH  /  WEST 
FIRST  DRAW 

Client 

4 

22.6 

1.0 

Micro  47422-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  NORTH  /  WEST  SIDE  OF 
KITCHEN 
FIRST  DRAW 

Client 

5 

<     1 .0 

1.0 

Micro  47422-05 

DRINKING  FOUNTAIN 
SECOND  FLOOR 

BETWEEN  MAIN  OFFICE  &  LIBRARY 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Pame^nzaraervM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fbr^ead^na^sis^njlrjnking  water  by  the  California  Department  ot  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
KATE  KENNEDY  CC 


Micro  Log  In  47422 
Total  Samples  1  1 
Date  Sampled  8/15/9  7 
Date  Received  8/15/97 
Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47422-06 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
NEXT  TO  ROOM  9  -  (HALLWAY) 
FIRST  DRAW 


Client 


Micro  47422-07 

DRINKING  FOUNTAIN 
THIRD  FLOOR 

HALLWAY  -  NEXT  TO  ROOM  15 
FIRST  DRAW 


1 .6 


1.1 


1.0 


1.0 


Client 


Micro  47422-08 

DRINKING  FOUNTAIN 
THIRD  FLOOR  HALLWAY  • 
FIRST  DRAW 


2.4 


NEXT  TO  ROOM13 


1.0 


Client 


Micro  47422-09 

SINK  FAUCET 
KITCHEN  SINK  (LEFT) 
FIRST  DRAW 


<      1 .0 


1.0 


Client 


1  0 


Micro  47422-10 

SINK  FAUCET 

KITCHEN  SINK  (CENTER) 

FIRST  DRAW 


<      1 .0 


1.0 


Technical  Supervisor:       r  j^i — ^/f-7^y^" — 9/6/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  alialysTsso-dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4  7  422 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/15/97 
San  Francisco,  CA  94124 


Date  Received  8/15/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  47422-11 

SINK  FAUCET 

DISH  WASHER  (COUNTER) 

FIRST  DRAW 

<     1 .0 

1.0 

Technical  Supervisor:         ~JL  !<-^c  ^T^T^C^' — 9/6/97   Analyst: 

Farid  Ramezartzadel" 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analy^is-trrdrinlctrTg  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  48028 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/30/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1  2 

<      1 .0 

1.0 

Micro 

BLANK 

48028-01 

Client 

u 

1.1 

1.0 

Micro  48028-02 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
FIRST  DRAW 

Client 

<      1 .0 

1.0 

Micro  48028-03 

MUTILPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
SECOND  DRAW 

Client 

1 .2 

1.0 

Micro  48028-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
THIRD  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leal^ana1ysis"7rT-art^lking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FAX  NO. 


P.  13/18 


Page     1  of  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In  72167 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Dale  sampled  b/3/1999 

San  Francisco,  CA   94124  PROJECT  NO.  B-3581  Daw  Received  8/12/1999 


Date  Analyzed  8/16/1999 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

KENNEDY  4  1 

Micro  72167-01 

MULTIPLE  PRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  NW 
1ST  DRAW 
0  FLUSH  TIME 

2 

1 

Client 

KENNEDY  4  II 

NOT 

ANALYZED 

Micro  72167-02 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  NW 
2ND  DRAW 
30  SEC.  FLUSH  TIME 

Client 

KENNEDY  8  1 

Micro  72167-03 

DRINKING  FOUNTAIN 
3RD  FLOOR.  HALLWAY 
(NEXT  TO  ROOM  1S)  •  1ST  DRAW 
6  FLUSH  TIME 

2 

1 

Client 

KENNEDY  6  II 

NOT 

ANALYZED 

Micro  72167-04 

DRINKING  FOUNTAIN 
3RD  FLOOR.  HALLWAY 
(NEXT  TO  ROOM  IS)  -  2ND  DRAW 
90  SEC  FLUSH  TIME 

Client 

KENNEDY  BL 1 

NOT 

ANALYZED 

Micro  72167-05 
BLANK 

Technical  Supervisor: 


Analyst: 


TT 


Fand  Rameztazadeh? 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  ar&ly&ia  in  dtlnlSntTwater  by  the  California  Depanmont  of  Hoalth  Services,  Enrtronmnnial 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzod  by  Plallorm  Graphite  Furnace  Atomic  AbtorpUon  Spectromelry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1092,  American  Public  Hoalih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  musi  noi  bo  roproducod  oxcept  in  full  wiih  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  part*  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  742 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  nf  D       .  olor,0„ 

'  Date  Received  8/2  5/9  7 

Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47742-06 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BASKETBALL  COURT 
FIRST  DRAW 


<     1 .0 


1.0 


Client 


Micro  47742-07 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BASKETBALL  COURT 
BLANK 


<      1 .0 


1.0 


Client 


Micro  47742-08 

SPIKED 


57.4 


2.2 


Technical  Supervisor 


Farid  RamezSaozjraeh.lM.S 


9/7/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


